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Corrugated heating Long back - and - forth 
surfaces fire travel 


Because Weil-McLain, in designing this 
boiler, faced squarely the problem pre- 


sented by high fuel prices, it meets 
completely today’s serious need for fuel 
economy. Satisfying your customers’ 
desire for generous warmth with mini- 
mum fuel consumption—satisfying your 
own desire for easy sales and easy in- 
stallation—this boiler is indeed a most 
profitable asset to your business. 


Weil-McLain Company 
Manufacturing Division Jobbing Division 
Michigan City, Indiana Chicago, Illinois 


Weil-M‘Lain 


SCIENTIFIC COMBUSTION 


BOILERS 
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Vogel Hydrants Draw With Ease 


And that’s no fairy tale. Equip those garages 
around you with VOGEL Frost Proof Hy- 
drants and then let it snow, freeze, sleet or 
do anything it wants. 











Your customer will have instant running 
water in his garage all winter long. That’s 
a big convenience for car owners, especially 
for doctors and others who need their cars 
ready all the time. 


VOGEL Frost Proof Hydrants should be 


. in every public garage, too. 
Our 


Cateneg Get our catalog today— 
/ i this is the big profit season a 
i for VYQGEL plumbers. 





Jos. A. Vogel Co. 


Wilmington, Del. St. Louis, Mo. 
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One of Childs?’ New York | = © <li 
Restaurants—heated by 
Heggie-Simplex Boilers. 














Where Heating is as Important 
as Eating 


(THE larger restaurants, hotels and businesses catering to the 
ublic well realize that their patrons must be served in 
comfort. Day-in-and-day-out dependability of Heggie-Simplex 
steel boilers insure June weather the year around, with an 
economy of operation that clinches the preference they enjoy 


as the most modern of heating boilers, in the most modern 
of buildings. 


Heggie-Simplex Boiler Co., Joliet, Illinois. Representatives in principal cities 
— telephone and address listed under “ Heggie-Simplex Boiler Company.” 


HEGCIE-SIMPLEX 





| ELECTRIC-WELDED STEEL HEATING BOILERS 


un 
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A No. 75 Semi-Indirect Taco Water Heater 
gives satisfactory service in this thoroughly mod- 
ern Y. M. C. A. Building at Flushing, Long Island, 
New York. 


There is no better method than the use of 
Taco Heaters for assuring the constant and plenti- 


ful supply of hot water for shower baths required 
by Y. M. C. A. Buildings, clubs, and other 


establishments which have gymnasiums. 


THERMAL APPLIANCE COMPANY 
34Z Madison Avenue, New York 











Patented 
December 27, 1921 
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This residence at 417 Lamar 

St., San Antonio, Texas, has for 

15 years been supplied with in- Road, East Cleveland, Ohio, 

stant hot water by a steel shell has required only $1 repairs in 
Hoffman Heater. > 18 years. 


T he steel shell Hoffman Heater 
in this home at 1200 Melbourne 


























This steel shell Hoffman Heater has 
seen 18 years of service in a residence 
at 12322 Ingomar Ave., Cleveland, O. 


Still On the Job 


after 15 to 20 years of daily service 














Scattered all over the United States 
are steel shell Hoffman Heaters which 
have been supplying their owners with 
instant, unlimited hot water for periods 
ranging from 15 to 20 years. 

Tucked away in damp cellars.... often 
untouched for years at a time.... these 


depends almost entirely on the heaters 
you install. One faulty installation will 
seriously undermine this prestige, for 


dissatisfied customers have a way of 
telling their troubles to their friends. 


Thus it is wise to install a heater which 
you know will bring you compliments 











heaters are the strongest endorsement 
of Hoffman service that any dealer can not only enhance your prestige but in- 


ask for. crease your profits, for they require no 
Your prestige as a hot water specialist expensive servicing. 


7 POKES 
Factors that Assure Stability 


Back of Hoffman Heaters are the world’s finest 
and most up-to-date plant of its kind, 25 years of 
leadership in the building of dependable hot 
water heaters, and assets of more than a million 
dollars. Thus to sell Hoffman Heaters is to be 


relieved of all worry concerning the stability of 
the maker. 


OFFMA 


AUTOMATIC 
GAS WATER HEATERS 


THE HOFFMAN HEATER CO., Inc. 
1701-15 Eighteenth Street, Louisville, Ky. 


instead of complaints. Hoffman Heaters 

















The new Hoffman Master 
Automatic Storage System 
(patents applied for), which 
is available in two sizes. 


No.3, one of the seven sizes 
of Hoffman Instantaneous 
(direct type) Automatic Gas 
Water Heatere. Hoffman is the ONLY concern manufacturing an absolutely 
complete line of water heaters, including instantaneous 
heaters in all sizes, domestic storage systems, multicoil storage 
systems, unit storage systems, tank heaters and house heaters. 
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Kaustine---Armco, two widely respected names that 
now identify the greatest values in the Septic Tank field 


For many, many years, Kaustine has been a 
leader in every worth while advancement in 
the septic tank field. Its name is accepted 
for quality and scientific design, and con- 
sistent effort to build the best tank 
at the lowest possible price. “ 


Now we announce to you another great 
step in the right direction. With the 
combined prestige of Kaustine and Armco 
behind these septic tanks you are assured 
of standardized quality that ees — 
and appreciates. 


1927 


ONLY GENUINE KAUSTINE SEPTIC TANKS ARE 
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---that Septic Tanks having this 
mark of Quality ( Kausline 


will be made 


Exclusively of 


+ ARMCO INGOT IRON -: 


at prices to compete with 
ordinary steel tanks 


HEN a manufacturer decides to make his 
product of the best iron available he unhesitat- 
ingly turns to Armco Ingot Iron. 


Kaustine wants its tanks to be the best septic tanks 
you can buy. Therefore all tanks bearing the fam- 
ous Kaustine mark of quality will be made only of 
genuine Armco Ingot Iron. 


All over the world, Armco has established an 
unquestioned record of supremacy for longer life and 
greater resistance to rust. True, it costs us more to 
use but it gives you and your customers many more 
years of service in return Yet, despite this greater 
manufacturing cost, Kaustine Septic Tanks made of 
genuine Armco Ingot Iron will compete in price 
with ordinary steel tanks. Your customers will buy 
them with confidence, and with the knowledge that 
they are getting the greatest dollar for dollar value 
in the septic tank field at no additional cost. 


“ KAUSTINE COMPANY, INC. 


ARMCO INGOT IRON TANKS 


When you recommend and sell Kaustine Septic 
Tanks, you put behind your reputation two trade 
names that have earned a known reputation for 
quality throughout the civilized world. 


You will do a good stroke of business for yourself 
when you decide that Kaustine is the one septic tank 
worthy of your best selling effort. 


30 MAIN ST. 


PERRY, N. Y. 


This book, “Step by Step 
with Kaustine” tells you 
what you want to know 
for bigger, better business 
on Septic Tanks. Drop 
us a line for it today. 
No obligation. 
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TRIMO 


Say, TRIMO, I don’t much like 
the idea of getting cut up, but if 
you'll cut as quick and clean as 
you did before, I won’t kick. But 
that was a long while ago, and I 
suppose you’re old and dull by now. 

















The 
Pipe talks: 


Not a bit of it, pipe. In fact, ’m 
sharper than ever. I’ve got some 
new thin blade cutter wheels in me 
that will go through that tough 
hide of yours just like it was putty. 


TRIMO Pipe 
Cutter answers: 








That new guy up at the shop says 


ois to me, he says, “What’s the idea of 
— a always yellin’ for a TRIMO? A 
word: 











pipe cutter is a pipe cutter, ain’t it?” 
Believe me, that guy’s got a lot to 
learn! 





TRIMO 


MEMO: Whena 
man asks for a 
pipe cutter, 
he means a TRIMO 


TRIMONT MFG. CO., INC. 


ROXBURY (BOSTON), MASS. 
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Helping the Steam Heating Plant 
Automatically Deliver the Goods! 


YLPHON automatic regulation of draft dampers makes any boiler do a 

better job—saves fuel, saves firing, and prevents over or underheating. 

A Sylphon Steam Damper Regulator eliminates the need for continual trips 

to the cellar to adjust draft dampers. These sturdy, self-contained damper 

regulators, through years of dependable performance on leading boilers, have 
proven to be a guarantee of heating satisfaction. 


It’s the Sylphon Bellows That Makes Them Dependable 


The exclusive feature of Sylphon Steam Damper Regulators is the well- 
known Sylphon Bellows, used as the diaphragm in every genuine Sylphon 
Damper Regulator. This diaphragm with its ever-lasting sensitiveness and 
positive action governs the opening and closing of draft dampers in smooth, 
continuous and proportionate response to slight changes in steam pressures. 
You can give your client no better guarantee of complete heating satisfaction 





Cross section of cut-open Bellows show- 


ing formation of folds or corrugations than that offered by the Fulton Sylphon Steam Damper Regulator. 
to equalize the strain Fad — _ 
Ss ’ r 
which the Sylphon Bellows is so justly REFUSE IMITATIONS—INSIST UPON THE GENUINE 


well-known. 
Send for Bulletin KDR-5 containing detailed information. 


dhe Julton Sylphon Gompany 


Originators ana Patentees of the Sylphon Bellows 
Knoxville, Tennessee, U.S.A. 


Sales Offices in: New York, Chicago, Detroit, Boston, Philadelphia and all the principal cities in U.S. European Representatives: Crosby Valve & 
Engineering Co., Ltd., 41-42 Foley Street, London, W. 1, England. Canadian Representatives: Darling Bros., Ltd., 120 Prince Street, Montreal, Canada 


Sylphon Steam Damper Regulators 
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Why say 
“DON’T PUSH’ 


when a crowd 
storms a Door? 


The answer is simple. ‘‘We 
know that the capacity of 
the door to let people go 
through is definitely limited. 
Only so many can possibly 
go through per minute and 
no more.”’ This is a simple 
illustration that architects 
and heating contractors can 
profitably use, because— 














‘The Door corresponds 
to the Fire Surface of a Boiler — 





VERY architect and heating contractor 

knows that because of the higher first 
cost it is often exceedingly difficult, if not im- 
possible, to convince people that it is far cheap- 
er in the long run for them to install a fairly 
Rated Boiler that has plenty of Fire Surface. 
In using the above illustration in our national 
advertising campaign, we explain that only 
a certain number of people and no more can 
go through the door in a given length of 
time. All effort to increase this number is 
wasted. Just so, only so much heat can be 
absorbed by the Fire Surface of a boiler. If 
you liberate from your fuel more heat per 
minute than you have Fire Surface to 
absorb, the excess heat units go merrily up 
the chimney—a waste of expensive fuel. 


Try using this method on your next prospect 
or client. You will find it a very successful 
way to convince him that if he wants com- 
fort and economy he must have a boiler 
with sufficient Fire Surface fairly rated. 
Send for free booklet 

To further help architects and heating contractors to 
thoroughly acquaint their clients with the economic 
necessity for a Fairly Rated Boiler we have issued a 
32 +» page booklet, ‘‘The Truth 
About Boiler Ratings’’—a valu- 
able book for architects and heat- 
ing contractors to lend to their 
clients. The coupon below will 
bring you a copy by return mail 
with our compliments. The H. B. 
Smith Company, Home Office and 
Works: Dept. A-39, Westfield, 
Mass. Sales Offices and Ware- 
houses at Westfield, Boston, New 
York, Philadelphia, Cleveland. 





THE H-B-SMITH 


BOILERS &~ RADIATORS , 


Used in fine homes and buildings since 1860 ° 





The H. B. Smith Boilers for steam, hot water and 
vapor heating; radiators, and hot water supply 
boilers; for every type and size of private home, 
office building, factory and public building. 


The H. B. Smith Company, 
Dept. A-39, Westfield, Mass. 
Gentlemen: (Send me a copy of your new booklet on Boiler Ratings. 


|Also send me copy of your booklet ‘‘Does it Pay to Install an 
Oil Burner?” 


Name... 


Street 


City State 
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Nye Drop Forged 


Pipe Cutters 
No. 1-A ¥%to1\%’..... $2.25 net 
No. 2A % to 2’....... 3.00 net 
No. 8A 16087...00006 5.00 net 
Nye Saunders Pipe 
Cutters 
GU Divvicenaaeskaaeas $ 1.80 net 
BOs Biss cnascsewessace 2.70 net 
PA Cisseorvtscsesaensd 6.60 net 
PHO cabs onde benecbar 10.80 net 
WD cccnksnsccrcten 16.80 net 





Nye Four-Way Solid 
Die Stock 


Complete with %, 1%, % 
and l-inch Dies. 


ee $12.25 





Nye Three-Way 
Armstrong Pattern 
Die Stock 


Complete with 44, 3 and 
l-inch Dies. 


Net Price............ $12.34 





Nye Self-Locking Vise 


No. 00 % to 2”........ $2.82 net 
No. 10 % to 24%”...... 3.34 net 
No. 20 % to 3%4”...... 5.00 net 


No. 30 % to 44"...... 7.33 net 
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To the Plumbers and Steamfitters 
of the U.S. &A.: 


Friends: 


"Hard a—port!'' yelled the landlubber captain of the private 
yacht Constant Expense. "Aye, aye, sir," said the grizzled 
old wheelsman as he put her hard a—port and the boom hit the 
captain's sweetheart, who was sitting on the rail, and knocked 
her overboard, "orders is orders." "I'll say they are," said 


the traveling salesman. 


In sailing a yacht, or sailing a tool business, which is much 
the same, and almost as expensive, orders are orders. Just 
because we never or seldom say much about orders in our ads, 
don't ever think that the Nye Tool & Machine Works doesn't 
need 'em. We are just too bashful to come right out and ask. 


Anybody who knows Harry Nye will tell you just how timid we 
are. When we were a little boy back in the old Hoosier State 
there used to be another little darling next door who used to 
cry for the moon. But we never did. We asked for the sun. 
When the family had oyster soup, all we wanted was the oysters. 


And when we got a little older, and went to school, to see 
what the teacher could do with us, we were the same way yet. 
We were so darn shy that we didn't want to play with the other 
little boys at all. We wanted to play with the girls. Mother 
used to think we would be postmaster someday, we liked to play 
postoffice so much. 


And when we were a little older yet, we were so bashful that 
mothers used to yell, "Come in here, Sadie," when they saw us 
coming down the street. At the annual Sunday school picnic 
they would tell their daughters to keep away from the water 
and Harry Nye. They knew how deep the water was and how 
bashful we were. 


So, if we haven't said much about orders in these ads, we were 
just too bashful, that's all. It wasn't because we didn't 
want the orders. It wasn't because we don't need the orders. 
It wasn't because we wouldn't go bust without the orders. 
Because we did, and we do, and we would. 


So, if you will cast your eye around the shop right now—not 
really cast it, but take a look, you know what we mean——and 
see what tools you need (and, if you have any kind but Nye's 
you do need 'em) and will send the order to us or to your 
jobber (be sure to say Nye's; we won't bust, except with joy). 


Nye tools, as you know, make pipe—cutting and threading a 
pleasure. Because of the design, they cut faster and easier 


‘ than any other, and, because of the steel in them, they last 


longer. They are the best pipe tools on earth. We could say 


more, but we are too bashful. 
fray. Z ye 


OTHERWISE KNOWN AS 


THE NYE TOOL & MACHINE WORKS 


MANUFACTURERS OF HIGH GRADE PIPE TOOLS 
4120-30 Fullerton Avenue Chicago, Illinois 


Hopefully yours, 


Copyright 1927 by Harry G. Nye. 
All rights reserved. 
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a TRY to ventilate the office —is the most expensive thing in giving them the invigorating air 
building through open windowshas the world. Eliminate mistakes—keep conditions that keep everyone from 
proven futile. On still days little air employees healthy and productive by executive to office boy mentally and 
comes in. On other days blustering physically alert. 

The Univent is not an exhaust 
system—it is real outdoor ventila- 
tion indoors—with dust and noise 
left out. 

Architect and heating engincer 
should know why the Univent is 
endorsed by building managers, 
business executives, and school 
authorities as the most economical, 
flexible, and easiest controlled ven- 
cranny of the room with invig- tilating system known. A request 
orating air motion, but without on your isneiieanil es Reiiateer's 
acai. Edition of ‘‘Univent Ventilation” 

No 40'clock let down, no flutter- will bring you some interesting facts. 

ry i 7 
*Union Electric Light & Power Bldg. 
vent-ilated room. St. Louis, Mo. 


‘ : Partnership Estate of Albert B. Groves, 
Labor—either mental or ph ysical V E N Tl L ATION Demand "A. A. Aegerter, surviving partner 


Manufactured only by THE HERMAN NELSON CORPORATION, Moline, Ill. 


Builders of Successful Heating and Ventilating Equipment for 20 Years 









winds bring in smoke, soot, snow 
and the distracting noise of a great 






a hit th: 
anh Th eee PPCiiii, 
' onan tesnninin 
“sm aie 


city. As the lesser of two evils win- 
dows are closed, and the workers 









suffer the inevitable results of stuffy 





air: lassitude and lowered efficiency. 

The Univent solves the problem. 
It brings into the office outdoor air, 
cleans it, heats it when necessary, 
and diffuses it to every nook and 


ing papers, no cold inducing drafts 





—winter or summer —in the Uni- 





—2 Sales and Service ~— 





BELFAST, ME SYRACUSE PITTSBURGH CLEVELAND CHICAGO BIRMINGHAM KANSAS CITY SEATTLE 

BOSTON BUFFALO CHARLOTTE,N.C. COLUMBUS DES MOINES ATLANTA DENVER VANCOUVER 
NEW HAVEN PHILADELPHIA GRAND RAPIDS CINCINNATI MILWAUKEE MEMPHIS SALT LAKE CITY TORONTO 

NEW YORK CITY WASHINGTON,D.C. SAGINAW TOLEDO MINNEAPOLIS SAN FRANCISCO SPOKANE WINNIPEG, MAN. 


UTICA SCRANTON DETROIT INDIANAPOLIS ST. LOUIS EMPORIA PORTLAND 
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then I pay back more than 
$1000 » Sone profit! ™ & te 


It’s the sensible way to buy this profit-making machine — 


Out of the $4 or $5 a day extra profit that the WILLIE 
WILLIAMS makes you, take $1 a day, and buy it out of its own 
earnings! 





The extra profits that the WILLIE WILLIAMS makes, while 
you are buying it, will run four to five times what you are 
paying for it. 


Cuts, threads and reams pipe 3 times faster 


One man and a WILLIE WILLIAMS can easily do the work 
of three men, on cutting, threading, and reaming. The 
WILLIE saves two-thirds of your labor cost on such work. 


Plumbers and steamfitters who keep this machine reason- 
ably busy, have been able to show a clear profit of more 
than $1,000 the first year—over and above the full cost of 





A real machine 
‘ tool — 
the machine. Built to the same high 


standard as the big thread- 
ing machines in the 


This isn’t just somebody’s guess, but is based on the actual cumin weeks ene tenets 





savings reported by other plumbers and steamfitters. For — Yhichyourmen‘ion't have 
instance one WILLIE WILLIAMS user writes: “Our WILLIE  “” 
WILLIAMS will do the work of four men— my boys now do 
the cutting. The WILLIE WILLIAMS has more than paid for 
itself in labor saved.” ai cai 
Mail back this coupon for the facts—or ask your jobber. gore Erie, Pa. 
. yentlemen: e 
s falce plan on the Wituie Wittiaws, ™ ® 
Williams Tool Corporation = 
Erie, Pa. ale 
8 + 


WILLIEs WILLIAMS 


PORTABLE POWER PIPE MACHINE 
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Heating Specialties 
Department 


Consulting 
Engineer 
Praises 
Trane 
Specialties 


Mr. E. McGeorge of Ernest 
McGeorge, Inc., (Cleveland) 
expresses himself enthusiasti- 
cally regarding Trane equip- 
ment, in the following letter: 


“I am very glad of the opportunity 
to write you and express my entire 
satisfaction of the results obtained 
with all Trane Heating Equipment. 


I have used the material on several 
of my projects and found it very 
satisfactory in all cases. On the 
Elyria Iron & Steel Building, of 
Cleveland, which included an ad- 
ministration building, garage and 
several factory buildings, I have 
about two hundred and twenty- 
three traps, valves, and vacuum 
pumps. The steam for heating 
comes from high pressure boilers 
through reducing valves to the 
different buildings. The water of 
is handled by the 
vacuum pump which returns the 
water two hundred feet to an open 
heater. This installation was made 
in the Summer of 1926, and the 
entire system operated very satis- 
factorily through the past winter.” 
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Securely Entrenched 


“ at the start of their second season! 


HOUSANDS of units in successful operation! This 

achievement of Trane Heat Cabinets and Concealed 
Heaters emphasizes the revolutionary character of this 
development, accepted everywhere as ‘‘Successor to the 
Radiator.”’ 


Today, these remarkable Trane units are fully established 
with heating men, for two reasons: The princidle of con- 
vection heating, a radical departure from the old-fashioned 
radiator, has been applied successfully through the Trane 
copper heating element. This permits quicker heating— 
more flexible control—a more even temperature from 
floor to ceiling. With hot water, especially, the heating-up 
period has been shortened amazingly. 


And behind this basic improvement in heating is an ir- 
resistible appeal to home owners, architects, and interior 
decorators, through greater room beauty. Concealed 
Heaters are completely hidden between the walls—Heat 
Cabinets are finished like fine furniture—no bothering 
with compromises such as hidden, recessed, or invisible 
radiators, radiator shields or screens. Write for booklet 
showing typical rooms and including complete mechanical 
details. 


THE TRANE COMPANY 
Established 1885 


204 Cameron Ave., LaCrosse, Wis. 
CONCEALED 


HEAT 
CABINETS HEATERS 


**y PUMPS AND HEATING SPECIALTIES ** 
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The man who is so busy that he does not have time to read his trade paper is like 
the man who was so busy chopping wood that he did not have time to sharpen his axe 


VERYONE IS MORE OR LESS PRONE, AS 

a rule, to think of merchandising in the plumbing 

and heating fields as meaning the sale of new ma- 
terials. He is certainly not wrong in feeling that such 
buSiness is important, and any efforts to sell new mate- 
rials come under the term of “merchandising.” Our 
merchandising sections, which have become such an im- 
portant part of the plumbing and heating field of today, 
have devoted a great amount of space to telling how 
sales of new materials can be made by using the proper 
methods of selling and attracting buyers. Up until now, 
many have never considered what a 


stories are ideas that have been tried out by other men 
who are in the same business as you, and they have 
found out that the ideas will work. If you want the 
other kind of story, let me know. Maybe I can get a 
better job by writing that kind. If I did, it would prob- 
ably be on a fiction magazine—but I prefer helping 


business men in a businesslike way. 


N MANY CITIES THERE IS A CONSTANT 
state of perturbation between the gas companies and 
the master plumbers. In the past this has been a result 
of the companies 


fact that the gas 





tremendous opportunity for merchan- 
dising lies in the remodeling field. As 
far as can be ascertained, no business 
paper in the plumbing field has ever 
taken up the proposition of merchan- 
dising remodeling and, as 
usual, “Your Weekly” is the pioneer 
in this important, and often over- 
looked, phase of the business. It is 
handled this week in the Merchan- 
dising Section, and in such a way 
that every master plumber or heating 
contractor who reads it can take the 
ideas and use them to his own ad- 
vantage. You have been reading this 
page for some time (whether weekly 
or only occasionally) and have found 
its comments either of value or not, 
depending on their worth and your 
own use of them. 

thing to remember. 
that I can sit down at any time I want 


work, 


ut here is some- 
I can guarantee 
faucets? - 
and write you as nice a sounding 
plumbing story as you would want to 





Do You Know— 


1.—What are two good 
means of insulating plumbing 
supply lines? 


2.—The directors of what 
national association met re- 
cently in New York City? 


3.—What large plumbing 
job was recently tested by 
an athletic event? 


4.—What change was rec- 
ommended at the recent 
vitreous china standardiza- 
tion meeting? 


5.—How many annual 
meetings have been held by 
the A. S. H. V. E.? 


6.—What is the best ma- 
terial to use 


Answers will be found on page 90 


have sold and installed automatic gas 
water heaters, as well as gas-fired 
boilers, business which you and I feel 
the 
plumber and heating contractor. At 


rightfully belongs to master 
a recent convention of the American 
Gas Association this matter was 
brought up and the master plumber 
and heating contractor was generally 
acknowledged to be the logical outlet 
for that kind of material. As a re- 
sult, many of the gas companies have 
begun to co-operate with the master 
plumbers in their localities, giving the 
latter a good bit of additional busi- 
ness. If your gas company has not 
fallen in with this plan, you will be 
interested in reading the first story in 
this week's issue. It is called “Gas 
Companies Value Plumber Co-opera- 


in cleaning jm” 


You might pick up good argu 
ments to make to the gas officials, and 


you might even‘let them read_ the 





story. 





see. I can make up high-sounding 

names for my master plumber, give him a wife or sweet- 
heart, start him off in the wrong direction, giving poor 
estimates and that sort of thing, then have him see the 
light and begin making enough money to marry the girl 
or buy the home, or something of the sort. I can get 
one of our artists to draw a few pretty pictures of the 
“little woman” inspiring him on to success, print them 
in two colors and set it before an eagerly awaiting 
world. But it wouldn’t mean anything! 
take a hypothetical plumber, have him do as he likes, 
then make him a lot of money. ‘Domestic Engineering” 
prefers, instead, to get out into the field and get actual 
experiences of master plumbers before bringing them 
to you. 


Anyone can 


In that way, any ideas you may get from our 


RE- 
The 
first, “Heating and Ventilating for 30,000 People,” by H. 


WO STORIES WHICH APPEARED IN 


cent issues have their conclusion in this issue. 


T. Hall, is the interesting description of the heating and 
The 
Plumbing Terms,” by R. M. 


ventilating installation for a large industrial plant. 
second, “Confusion of 
Starbuck, Jr., clears up to a great extent a natural con 
fusion resulting from the application of different names 
to the same object in different parts of the country. The 
material for this article was gathered at first hand. 


bus BSE 
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JUST “PLUG-IN’’? TO A LAMP SOCKET— 


That is all you need to do to have a ‘“‘TOLEDO”’ Universal Power Drive 
ready for work. 

This highly efficient power unit will operate threading and cutting 
tools easily, quickly, efficiently, with not a lost moment. When used with 
a ‘*‘TOLEDO”’ Power Drive Helper it permits the use of the smaller tools 
down to 14-inch pipe. Hundreds of contractors are using this equipment 
to cut their time and labor costs. It pays for itself by its savings. 


Drop us a card today and let us tell you more about this remarkable equipment 


BE SURE TO SPECIFY SS AND INSIST ON THE GENUINE 


THE TOLEDO PIPE THREADING MACHINE CO., TOLEDO, OHIO 
NEW YORK OFFICE, 72 LAFAYETTE ST. 


Mention Domestic ENGINEERING when writing advertisers. 
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Where Orders Can Be Found 


F opportunity for profitable business expansion ever presented itself to an industry, 
I it has now come to the plumbing and heating industry in the form of remodeling 

work. Some twenty-five million dwellings house the nation’s one hundred and 
eighteen million people. Each year, with the further growth of population and with the 
American people’s urge for better living standards, new homes take the place of some 
of these or add to the impressive total. But in comparison to the total standing—eighty 
for every new one built—they make a small showing. 

Over a long period of years these homes have been built. At the outset every 
single one was not adequately equipped with plumbing and heating. Indeed, today, 
according to a survey of home equipment made by the General Federation of Wo- 
men’s Clubs, 16.1 per cent of these twenty-five million homes are without kitchen sinks, 
17.8 per cent without water closets, 31.7 per cent without bath tubs, 28.7 per cent with- 
out lavatories, 71.7 per cent without laundry trays and 51.3 per cent without any other 
heating equipment than the wood stove. And among those sinks, water closets, bath 
tubs, lavatories, laundry trays and heating plants with which the balance of the homes 
are equipped, are old-style, obsolete, unsanitary and unsatisfactory installations. In 
how many homes that is true we can not say in exact figures, but certainly the passage 
of time and hard usage do not leave plumbing and heating equipment wholly un- 
touched and the evolution of style does not overlook refinements for it. 

Here is a market for plumbing and heating, therefore, of vast size and possibili- 
ties. It comes to the front particularly at this time when the trend of new building, 
according to most signs, is declining and when something must take its place to en- 
gage the production facilities, engineering skill and trained organizations of the industry. 

To those master plumbers and heating contractors who have heard this all before ; 
and dismissed it with the thought that this national size-up of the industry’s remodel- “ft. 
ing opportunity is rather remote from their day to day business chances, we recommend 
the application of the above percentages to the homes in their own cities. The result 
will be substantially correct in picturing the opportunities which abound around them. 

Let each one take the number of homes in his city—divide the city’s population by 
4.6 if an actual count of homes is not available—and take 16.1 per cent of that number 
to determine how many are without kitchen sinks. Let him take 17.8 per cent of the 
number to determine how many are without water closets, 31.7 per cent for bath tubs 
and so on down the list. Let him go on from there and, by taking the price of each of 
such fixtures which his city lacks, estimate how much business it all means in dollars 
and cents. Several articles in this issue tell you what some contractors discovered. 

We warn the man who does this that he will go over his figures several times, for 
he will hardly believe what they tell him. They will be a surprise in the enormous 
market they will show for remodeling work. And they will be more than a surprise— 
they will be a challenge to the aggressive business man to develop the opportunity 
they picture with real merchandising effort. 


Your Opportunity—The Remodeling Job 
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Fig. 2 





Gas Companies Value Plumber Co-operation 


Because, they say, ‘‘the master plumber does not 
kiss’em goodbye”’ 


T ONE convention of the American Gas Association, 
A the master plumber was recommended as a dis- 

tributor for gas heating and cooking equipment. 
The reason, as explained by the speaker, was that ‘‘The 
master plumber does not kiss ’em goodbye.” That is to 
say, that unlike merchants, the plumber stands 
ready to service the various gas devices he sells, and if 
the housewife calls up the furniture dealer from whom 
she has bought a gas outfit, she will be referred to the 


many 


plumber. 

If the plumber does not sell the gas apparatus, he is 
not so much interested in servicing it as he would have 
been had it been marketed through his hands. 


It is interesting to note the development of this co- 
operation between the gas companies and the master 
plumber. It would seem that a better understanding is 


being developed from year to year. 

For instance a gas works company wrote a few weeks 
ago, saying: 

“This company has entered into an extensive program 
of plumber co-operation which covers not only the sale 
of house heating equipment but likewise all equipment 
merchandised by this company. 

“Some time ago this company to the 
plumbers of the city and at this dinner it was agreed that 
the master plumbers should appoint three 
members and the gas company should appoint three mem- 
bers, to act as an advisory committee regarding all mat- 
ters which might affect both the company and the 
plumbers. This committee has called a number of meet- 


gave a dinner 


association 


20 


ings and has a schedule of commissions and co-operative 
suggestions outlined. 

“The company feels that it has received considerable 
advantage through plumber co-operation, as the result of 
this work, and the majority of the plumbers are well 
pleased with the results which have been obtained. 

“We are enclosing copies of heater installation specifi- 
cations which have been drawn up by this committee. We 







































































Fig. 3 
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are also enclosing sheets showing our commission agree- 
ment with the plumbers.” 

The accompanying illustrations should be studied in 
connection with the specifications agreed upon for heater 
installations. The following is the arrangement agreed 
upon between the master plumber and the gas company 
relative to commissions: 

‘Where the plumber purchases a gas-fired house heating 
boiler or furnace direct from the company and resells to 
a customer on the lines of the company, he shall receive a 
commission of 20 per cent of the sale price of the boiler 
or furnace provided full payment is made to the company 
within sixty days from the date of delivery of the boiler 
or furnace to the customer. 

“Where a gas-fired house heating boiler or furnace is 
sold to a customer by the company or by the plumber and 
the prospect has previously been given in writing to the 
company, the plumber shall receive a commission of 15 
per cent of the sale price of the boiler. 

“In the case that a prospect is received from one 
plumber, the boiler sold by the company, and the in- 
stallation made by some other plumber chosen by the 
customer, the commission shall be paid to the plumber 
making the installation. 

“No commissions shall be paid until the work of in- 
stallation has been inspected and declared satisfactory by 
the industrial service engineer of the company.” 

The following are additional arrangements between the 
gas works company and the plumber: 

“All gas-fired house heating boilers shall be installed 
in accordance with the specifications accepted by the 
plumbing-gas company relations committee. 

“Representatives of the company shall figure all houses 






























































Fig. 4 
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and shall, if requested, fur- 
nish the plumber with a copy 
of their findings. 

“The boiler location shall 
be chosen by the plumber 
and the company’s repre- 
sentative together. 

“The company will deliver 
and assemble all gas boilers 
on the premises of the cus- 
tomer and make the neces- 
sary gas connections. 

“The plumber shall make 
all other connections includ- 
ing water, steam, and flue 
connections. 

“Questions arising, not 
covered by the specifications 
or variance from the specifi- 
cations shall be referred to 
the industrial service engi- 
neer of the company and, in 
case of disagreement, they 
shall be referred by him to 
the plumbing-gas company 
relations committee. 

“The company will in no 
case recommend a plumber. 
The choice of the customer 
in this regard shall be final. 

“The company will regu- 
larly inspect and service all 
gas-fired house heating in- 
stallations. 

“All boilers sold by the 
company are equipped with 
approved safety devices—thermostatic pilots—-water tem- 
perature regulators—steam pressure regulators, etc., but 
all boilers must have a house thermostat control which 
is not included in the boiler price lists.” 

Specifications for Installations 

Specifications accompanying Figs. 1, 2 and 3 follow: 
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Fig. 5 


1.—Holes cut in chimney for flue connections of boilers 
are to have a thimble in the chimney, cemented inside and 
out, to prevent air leaks. The collar must fit the flue 
pipe at the chimney. Flue pipe shall not extend beyond 
the inside surface of chimney. The flue pipe must pitch 
up 1 inch in 10 ft. from boiler to the chimney. 

2.—Whenever possible boilers shall have a separate 
chimney flue. No boiler flue shall be connected to a 
chimney having fireplace connection. 

3.—When the head room is not sufficient to permit flue 
pipe to pitch properly, if down draft hood is used, the 
hood shall be replaced by a down draft leg placed in the 
flue pipe between the boiler and the chimney. This pipe 
shall be 2 inches larger in diameter (D. plus.2 inches) 
than the flue pipe, and shall be run vertically to within 
6 inches of the floor. 

4.—If the flue pipe passes near wood, it shall be ade- 
quately insulated and an air space of one and one-half 
inches left between the wood and the insulation. 

5.—Wilder metal is preferred for use in constructing 
flue pipe. Flue pipe must be full size of the down draft 
hood. If the boiler has more than one down draft hood, 
the flue pipe size will be specified by the gas company. 
The flue pipe is to fit on the outside of the down draft 
hood when the latter is used. 

6.—Header risers must be flanged. 

7.—Down draft hoods may not be installed in other 
than vertical lines. 
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8.—Seven-inch nipples are to be screwed into flow and 
return 

9.—All steam boilers shall have an equalizer line from 
the top the return side of the boiler. 
Equalizer should be at least 2-inch pipe. 

10.—Place horizontal check valve feed line. 

11.—All hot water boilers having more than two flow 
All steam have 


lines. Nipples to be full size of boiler tappings. 


header to on one 


on water 


lines shall have a header. boilers must 
header. 
12.—Flue pipe. 
13.—Insulation. 
14.—Partition. 
15.—Relief valve. 19.—Three-quarter inch 
16.—Reducing valve. drain pipe galvanized. 


General Specifications 


17.—One-half 
water inlet. 
18.—Strainer. 


inch cold 


Boiler locations shall be chosen by the plumber’s rep- 
resentative in conjunction with the representative of the 
gas company. In where it is not possible to 
follow the specifications, the industrial engineer of the 
gas company shall be notified. The gas company will 
erect any necessary foundations, deliver and erect boiler, 
all gas Flue, water and steam 
connections will be made by the plumber. All flow and 
return pipes and fittings shall be covered with a standard 
pipe covering. 


The storage water heater specifications in connection 


any case 


and make connections. 


with Fig. 4 are as follows: 
1.—If heater is connected in parallel with outside hot 
water supply, connect as shown by dotted pipe lines ‘‘X.”’ 
Do not 
2.—Cold 


valves on connections. 
water supply. 3.— 


use 


Hot water outlet. 


Vacuum On 


By Max 


LARGE manufacturing plant covering much ground 
and having several buildings was equipped with a 
vacuum system. The job was working beautifully 
until, in the large 
unit heaters were installed. 
densed a great 


one of assembling 
Of course 


volume of steam, 


buildings, large 
these heaters con- 
and at various times it 
was impossible to circulate the steam through them be- 
‘ ‘ , 

cause they would become waterlogged and it was impos- 
sible to return the water to the boilers. 

As these boilers were used for heating only, the loss 
of water made quite a fluctuation in the water line of the 
boilers, and it 


if the trouble 


was feared that the boilers would be lost 
could not be remedied. 


After an inspection, the trouble was found and the 


fault corrected with little expense and the plant has op- 
erated satisfactorily for the past seven years without the 
bit of trouble. 

In trying to find out 
is advisable to 


least 
the trouble on installation, it 
diagnose the the same as a 
would if he were trying to cure you of an illness. 


an 
doctor 
First, 
he must find out how you feel, where the pains and aches 
what 
cause could be. 


case 


are, you have been doing and what the probable 
If he can remove the cause, all will be 
There are many points of similarity in the human 
and a heating system, so why not imitate the 
methods of the medical man in attempting to find the 
cause of trouble in a heating plant? Find out how the 
circulation is, where the trouble lies, where the radiation 
will not heat and how the operators have been running 


the plant. 


well. 


system 


From the answers to these questions one can 
probably find the cause and remove it. 
In the installation mentioned above, it was found that 
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12.—Gas cock “D.”’ 

13.—Safety fuse valve. 

14.—-Place 5-inch nipple 
and cap at bottom of gas 
line. 

15.—Push button “A.” 

16.—Drain cock. 

17.—Down draft hood. 


4.—Chimney. 

5.—Legs. 

6.—Thermostat. 

7.—Fusible plug. 

&.—Gas connection. 

9.—Bleed cock “B.”’ 

10.—Diaphragm valve 
a. Pht 

11.—Pilot cock “‘C.”’ 

The tank water heater specifications in connection with 
the layout shown in Fig. 5 follow: 

1.—Cold water supply. 7.—Partition. 

2.-—Sediment blow off. 8.—Stack tee (Non by- 


3.—% in. gas connec- pass). 

tion. 9.—Hot water outlet. 
4.— %x& in. elbow. 10.—Flue pipe. 
5.—W% in. gas cock. 11.—Chimney. 


6.—Down draft hood. 

12.—Holes cut in chimney for flue connection of water 
heater to be 5 in. in diameter and are to have a thimble 
in the chimney, cemented inside and out to prevent air 
leaks. 

The flue pipe shall not extend beyond the inside of 
chimney. The collar must fit the flue pipe at the chimney. 
Flue pipe is to be of 3-inch black mirror pipe, enameled 
inside and out. An accepted relief valve shall be in- 
stalled. Locate unions on water piping as close to heater 
as possible. All hot water connections are to be brass 
pipe and fittings. Ends of pipe should be reamed. Lead 
male threads on water pipe. Heater to be set in a ver- 
tical position. Do not use check valve on hot water piping. 


Unit Heaters 


Paul Miller 


at various times the pressure in the boiler would fluc- 
tuate. When installing the unit heaters the contractor 
did not take into consideration their condensing capacity. 
This is a common occurrence because many contractors 
and engineers do not rate their pipe sizes on pounds but 
on equivalent square feet of radiation. The result is that 
they do not usually get the right equivalent, with the 
further result that when the pressure on the boiler drops, 
an excessive vacuum is created in the unit heaters because 
they do not get enough steam to fill them. They act like 
a large surface condensor. When this vacuum exceeds 
that which is maintained by the vacuum pump, the con- 
densation in the return line flows to the unit heaters, and 
the steam condensed by them is suspended and held there 


until the vacuum is relieved and this, in some instances, 
takes as long as an hour. All this time the pump is not 
getting any water and, of course, the vacuum is main- 
tained in the return line and the pump will not start up. 

The only remedy in the instance referred to above was 
to place vacuum breakers in the supply mains near the 
unit heaters. These opened to the atmosphere and al- 


lowed an inrush of air to break the vacuum and cured the 
trouble. These vacuum breakers were set at eight inches, 
so that when that point was reached they would open, 
allow air to enter, break the vacuum, allow the water to 
enter the return main with the air and start the pumps. 

This was the cure for this job. We showed it to the 
engineer and we believe every vacuum system he has laid 
that time has called for vacuum breakers, 
which, of course, is unnecessary, as they should be used 
only where required, and usually one can not determine 
this until the system has been in operation. 


out since 


























The eighth of our 
special studies in the 
field of merchandising 





This building on the left,!sub- 


















Here is an opportunity for 
the plumbing and heating 
contractor to show the owner 
how to keep that lower apart- 
ment rented by remodeling it 
to compete with the building 
on the right. 








stantially built a number of 
years ago, has to compete 
with the more modern type 
of building below. It cant 
unless its plumbing and heat- 
ing are brought up-to-date. 











anne 








Selling the 
Remodeling Job 


a big market how it can be financed 
and a circular (which you may use, if you 
desire) that has created remodeling sales. 
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Apartments like these are drawing people away from the old-fashioned “stone fronts,’ which need remodelin 
{part ts like th 1 g l 4 the old-fash 1st t < 


The great selling opportunity— 


The Market for Remodeling 


ITH THIS, the eighth of our 
\ \ special “Plumbing and Heat- 

ing Merchandising’ sections, 
we take up the subject of the remod- 
eling of old homes in which there is 
no plumbing or up-to-date heating 
equipment, and the replacement of 
out-of-date equipment. The subject is 
so important at this time, and will 
become so much more important dur- 
ing the months to come, that this fea- 
ture section will do nothing more than 
to point out the market, how remodel- 
ing sales may be financed, and will 
include an actual example of a four- 
page circular, prepared by ‘“‘Domestic 
Engineering,’’ and actually tested for 
effectiveness by a plumbing and heat- 
ing contractor. Future sections will 
show what various plumbing and 
heating contractors are doing to de- 
velop this type of business. And, as 
usual, will show it in a practical way, 
with usable taken right from 
the field. 


ideas 


A GREAT MARKET 

HE PLUMBING and heating con- 
gf poeta who wants to develop re- 
modeling and replacement business 
must prepare his mind to accept the 
fact that there is a market for this 
work so big as to seem to border on 
the impossible. Yet the market is 
there— proven by research, and 


checked by “Domestic Engineering”’ 
in its own research work. The mar- 
ket falls into two classes: First, the 


sale of plumbing and heating in homes 
not now equipped and, second, the re- 
placement of old and _ out-of-date 
equipment. 

The extent of the first market is 
really tremendous. On the basis of a 
survey made by the General Federa- 
tion of Women’s Clubs, the following 
facts developed: 

3,522,000 homes in the United 
States have no kitchen sinks! An- 
other 3,916,000 have no water closets. 
And 6,974,000 have no bathtubs. An- 
other 6,314,000 have no lavatories and 
15,774,000 have no laundry trays. 
“Domestic Engineering’ found, by 
making a survey of its own, that the 
percentages set up by the General 
Federation’s survey were accurate. In 
other words, the average of 16.1 per 
cent of homes which have no kitchen 
sinks, for instance, will apply sub- 
stantially throughout the country. 

In Chicago, the electrical contractors 
are starting a re-fixturing campaign 
and they estimate that they have 450,- 
000 prospects to work on! The plumb- 
ing and heating contractors won’t have 
less. 

Now, by taking the price to the re- 
tailer of these various items of sani- 
tary equipment, it is found that there 
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is a market worth $626,937,000 wait- 
ing to be developed. Naturally, we 
cannot possibly hope to get all that 
business. But it’s a big target to shoot 
at, and the bigger the target the bet- 
ter the score. The main point is that 
here is a market worth developing, 
and one which other industries are 
developing to their profit. 

What the second part of the market 
—the replacing of out-of-date equip- 
ment—amounts to, it is difficult to 
estimate. But perhaps an estimate 
which appeared recently in the pages 
of “Domestic Engineering,’’ arrived at 
by the Minneapolis Heat Regulator 


Co., will give some idea of it. There 
are, it was said, eighty old homes 
standing to one new home built. Many 


of those old homes are hopelessly out- 
of-date in their sanitary and heating 
arrangements. There is an opportu- 
nity here for the plumbing and heat 
ing contractor to show the owner how 
he can build up the sale or rental 
value of his property by installing 
those things which we have learned to 
look for in modern homes—good-look- 
ing, scientific plumbing and efficient 
heating equipment. 

It would be easy to write a greal 
deal about the extent of this remode!- 
ing market. But let the plumbing 
and heating contractor look about him 
in his own community. No doubt, in 
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an hour’s ride in any direction from 
his place of business he could pick 
out enough homes in need of remodel- 
ing to keep him busy for months. The 
market is there—so say men who look 
at the market nationally, as well as 
those contractors who, merely looking 
over their own cities, realize the op- 
portunity which beckons to them. 

Here is one way to get an idea of 
what some men are doing locally on 
this matter of remodeling. In Deca- 
tur, Ill., the newspapers took up the 
matter and produced a remodeling 
campaign, pointing out the greater 
comfort, convenience and health to be 
enjoyed in the modern home; as well 
as pointing out the fact that keeping 
a home in good condition meant pro- 
tecting its sale value. 


A 153 PER CENT INCREASE 
ECAUSE one lumber company was 
most active in its backing of this 
remodeling campaign, it reaped the 
benefit. Other firmhs had been invited 
to participate. Some had. But it re- 
mained for this lumber company to 
reap the reward of its aggressive ef- 
forts. It increased its volume of busi- 
ness 153 per cent during the three 
months the campaign had been run- 
ning. Incidentally, besides the fact that 
it had sold a number of jobs which in- 
volved the remodeling of the exterior 
of the home, and, to some extent, the 
interior, such as replacing old open 
porches with sun porches, adding new 
rooms, ete., it created work for the 

plumbing and heating contractor. 


Having made a typical, 
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FINANCING REMODELING JOBS 

ATURALLY, one of the first ob- 
Tl cane the owner will put up to 
him will be the old objection: ‘I have 
no money.” But this remodeling pro- 
gram interest to more people 
than the home owner and the retailer 
of building materials and equipment. 
The financial interests of the country, 
with ample money to lend, are look- 
ing for the sound investment repre- 
sented by that which goes into the 
building up of real estate values, or in 


is of 


maintaining real estate values in a 
neighborhood which threatens to be- 
come “run down.” 

First, there are the finance com- 
panies, whose business it is to loan 
money on the paper which various re- 
tailers take in return for the sale of 
the products they handle. It is not 
our purpose to go into the various 


plans offered by finance companies. It 
is sufficient to that many 
tractors are finding such service help- 
ful in selling their services in the re- 
modeling field. 
more than an the prin- 
ciple of mortgaging a property to se- 
cure a part of the funds needed for 
building it. In remodeling, an owner 
merely protects his property against 
deterioration. Many wholesale houses 
are offering to take care of the financ- 
ing plans for their contractor-custom- 
The August Buschmann plan, in 
Indianapolis, has long ago been called 
to the the trade; 
firms are offering similar plans. 
Then the building 


Say con- 


After all, it’s nothing 
extension of 


ers. 


attention of other 


there are and 
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loan units. In July of this year, the 
United States League of Local Build- 
ing and Loan Associations held its an- 
nual meeting in Asheville, N. C. At 
that meeting a report was brought in 
by the Better Relations Committee in 
which the local building and loan com- 
panies were not only urged to make 
loans for but 
were urged to go out and create such 


requested remodeling, 
business for themselves, so protecting 
the money they already had invested 
One of the 
active figures in the Decatur campaign 
was the the local 
building and loan groups. In a later 
will statement 
concerning remodeling; now it is suffi- 


in local property. most 


manager of one of 


issue we give you his 
cient to say that he» wanted to see this 
business grow in volume, and that he 
was willing to have his company lend 
take these 


because it 


its money to care of im- 


meant 
which 


provements increas- 
ing the had 
already been allowed to run down, and 


value of property 
it meant keeping up the value of whole 


neighborhoods which, if neglected, 
would result 


the owner each year. 


in a smaller equity for 


The market is there. It is so big 
that it is difficult to get an accurate 
picture of it. All that we can say 
with confidence is that it is big——so 
big that, properly developed, it would 
furnish sufficient sales and work to 
keep the industry busy, even in the 
face of a very decided falling off in 
new building, should it come. 

If you want to get an idea of the 


importance attached to the remodeling 
idea, look again at the cover 





old - fashioned, 
home over 
residence, 
the finest 


small - town 
into a modern 
some of 
periods of archi- 
tecture, the owner was no 
longer satisfied with the 
crude sanitary arrangements 
and the old stove heat. So 
the plumbing and heating 
contractor was called in to 
remodel this equipment. 

The lumber dealer is being 
urged and assisted all over 
the country to push remod- 
eling business. The plumb- 
ing and heating contractor 
will not find the field un- 
scratched. He will start 
with the advantage of the 
fact that the remodeling 
idea is being pushed by oth- 
ers. If he is aggressive (and 
we're going to tell the stories 
of some aggressive contrac- 
tors), he can create business 
for himself, and not wait for 
others to point the way. He 
can create volume of busi- 


copying 








if, 


picture of this week’s issue. 
This real firm took 
over the building you see in 
the picture, 
and is now 


estate 


remodeled it, 
renting 
could 
rented—at an _ in- 
rental. Note the 
sign. The thing men- 
tioned in connection with 
the remodeling of 
apartments is ‘‘Plumbing.” 
As we in a previ- 
ous interview with a real es- 


apart- 


ments which not be- 
fore be 
creased 


first 


these 


reported 


tate man, apartments or 
homes these days must be 
rented out on “features.’ 


People look critically at the 
plumbing and if it isn’t up- 
to-the-minute, they'll go else- 
where, according to real es- 
they can 
bathrooms 
kitch 


where 
fine 
convenient 


tate 
have 
and 
ens. 

So the 
and the right state of 
to listen to the remodeling 


men, 
their 
their 
market is there, 
mind 








ness that will be profitable 
at his own price. 


More competition for buildings no longer youthful 


story is there. All that’s 
needed is the sales effort. 








Selling the 
Remodeling 


Job 


HERE ARE 
theoretically, 


many things which, 
look 
always work out in 


very good. 

They do not 
practice. It has always been the policy 
of ‘“‘Domestic Engineering’ to present 


material in its col- 
that 


In other words, we 


business-building 


umns, only when material had 


proved its worth. 


have not said what a_ contractor 
“ought to do.’’ We've shown what 
contractors were doing—-what they 


and so pointed 


which 


were profiting by it 


plans and policies others 
might use to their own profit. 

So, in dealing with this remodeling 
Engineering”’ 


sought an opportunity to put its ideas 


out 


situation, “Domestic 


into practice before passing them on 


to the industry. On the south side of 
Chicago, there is a 
largely of apartment buildings, 
of which built ago 
the practice was to build large rooms. 

When the 
and rents went 


district composed 


many 


were years when 


building shortage came, 


up, there came a de- 


mand for smaller living quarters. This 
district in largely 


Chicago is now 


given over to apartments which have 


been subdivided to furnish these two- 
room or three-room apartments, in an- 
the which the 


age created. Once people became used 


swer to demand short- 


to these small apartments, they con- 


tinued to want to live in them. Hence 
the so-called ‘‘kitchenette’’ apart- 
ments. 

The Midway Plumbing & Heating 


Co. has been operating in this neigh- 
borhood, and Mr. S. Neer, the proprie- 
tor of the company, has done the wise 
thing. 
which is in demand in his community. 
He has made a study of remodeling. 


He has specialized in the work 


The great consideration here is that 
the 
apartments must 
tition with newer types of apartments. 
Mr. Neer has selling 
the that remodeled 
in accordance 
will 
these old buildings. 


owners of these old-fashioned 


rent them in compe- 


concentrated on 
idea apartments, 
with the demands of 
the 


In his sales work 


today, increase income on 
he carries a loose-leaf notebook, each 
page of which carries a record of jobs 
done and the results achieved for the 
owner- 

On the next four pages we have re- 
produced the four pages of the circu- 
which “Domestic Engineering”’ 
for Mr. Five 


lar 


prepared Neer’s use. 

















Even this building, only about ten years old, hasn't the right plumbing in it. Three 
apartments are for rent 


thousand copies were printed, of which 

one thousand only have gone into the 

mails. The mailing list for the other 

four thousand is being secured and 

they will go out as soon as this work 

can be completed. 

$750 FOR A $60 INVESTMENT 

THE one mailed, 


F 
QO something over one hundred 


were returned because the mailing list, 


thousand 


furnished by an agency in Chicago, 
was incorrect. In other words, with 
about twelve per cent of the list in- 


effective, the circular has yet produced 
business. With an investment of only 
$60, the circular has produced thus 
far $750 worth of work. 

Full results attained by the mailing 
of the remaining four thousand will 
be given our readers when they are 
available. 

The important thing we want to call 
to the attention of our readers at this 
time is this: If you will turn to the 
inner spread of the circular—the two 
inside pages—you will note that every 
piece of copy there was taken from 
the pages of ‘‘Domestic Engineering.”’ 
All of this material has been included 
within the last year in our Advertis- 
ing Editorial service, a page which ap- 
pears every week in this publication, 
and which offers a newspaper adver- 
tisement two columns wide and seven 
inches high, a one-inch newspaper ad- 
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vertisement, and a sales letter. This 
was the material used in making up 
the two inner pages of the circular. 

The front and back pages were, of 
course, written to suit the needs of 
the Midway Plumbing & Heating Co. 
But the entire circular, substantially 
as it stands, could be used by any 
plumbing and heating contractor in- 
terested in securing remodeling busi- 
ness. Minor changes in the letter on 
the first page, and in the copy on the 
back page, would be sufficient to take 
care of fitting the circular to the indi- 
vidual needs of the plumbing and 
heating contractor who wanted to 
make use of it. 

If there is a reader of ‘Domestic 
Engineering’’ who desires to make use 
of the circular, and who would like to 
have us work with him, if he will tell 
us what he thinks his own business 
needs, we will be glad to re-write such 
parts of the first and last pages as 
would fit the circular to his need. 
There would be no charge for such 
service—and the only charge in con- 
nection with the complete job, as far 
Ongineering’’ is con- 
would be the 
appear on 
charge. 


as ‘‘Domestic 
cerned, 
the cuts which 
pages—a nominal 


actual cost of 
the inner 


Read the circular carefully. It has 
produced business—and you can pro- 
duce business in your own community 
by using it, or something similar to it. 








This was the first page of the circular—Now turn the page 























Phones 
MIDway Repairing, Plumbing and Heating 
0673 i its ches 
3904 12 to 24 Months Time Payments en | 
= Se iasaocoaacoel 
“IDWAY | 
MBING é HEAT| I] 
Co. 1 
CONTRACTORS 
641 East 63rd Street 
CHICAGO 
Dear Sir: 


Twenty-four months to pay! 

Immediate increase in income on rental property! 

Immediate increase in comfort, convenience and health protec- 
tion for your own living quarters! 

These advantages are offered you under the Midway payment plan. | 

There is no need for you to suffer loss of income from empty | 
rooms=--no need for you to make concessions that eat into the year's 
return on rentals--if the plumbing and heating equipment is up-to-the- 
minute. We can point out to you--refer you to--dozens of buildings near 
you where timely remodelling has resulted in an actual increase in in- | 
come over the amount paid monthly under our twenty-four-month payment 
plan. : 
Building is rapidly approaching the point where the newer types 
of building, because of rental competition, are going to have to come 
down in rental--in fact, are already doing so. 

The older type of building has to compete with those newer 
ones. Re-decorating will take care of appearances--but the older type 
of plumbing and heating equipment can't hope to compete with the beauti- 
ful enamelware in the kitchens and bathrooms of buildings recently built. 

These are points which the woman, looking at an apartment, 
never fails to consider. She has to spend much of her time in the kitch- 
en. She has to prepare the family's food there. So she demands snowy 
enamelware. And no fastidious housewife will consider an apartment with 
a dingy bath room. 

These improvements you can make under the Midway twenty-four- 
month payment plan, resting assured that you will have no difficulty in, 
keeping apartments rented; free to ask--and we can show you dozens of 
instances--a rental that will pay for the improvements and possibly 
leave a margin of profit over and above what you have been securing from 
rentals in the past. 

Just send the enclosed card. Absolutely no obligation on your 
part. All we desire is that you be completely informed as to the oppor- 
tunity for better income from your property--or greater comfort and con- 
venience, with a small outlay. Protect the income value of your prop- 
erty--and its re-sale value. Sign the card and mail it--TODAY. Take it 
with you when you go out and drop it in the nearest mail box. 

Very truly yours, 
MIDWAY PLUMBING & HEATING CO., 
S. Neer, Manager. 

















Ask for a reprint of this section to help you in putting on a remodeling campaign 
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These two pages carried the burden of 








Building? Remodelling? 
cofsult your plumbing and heating man 


By AANY people give a great deal of attention to the 
A kind of floors, the woodwork, and other details 
of the home—but few give constructive thought 
to those two things which are so vital to health — the 
plumbing and heating. Consult your plumbing and heat- 
ing man directly. Get his expert advice. 





SMALL BOILER RE- 
PAIRS, like the “stitch in 
time,” will forestall the need 
for making more extensive 
and more expensive repairs. 
Let us inspect your boiler. 
We will remove rust and 
scale, which cause a waste 
of fuel. We will seal leaks, 
which cause inefficiency in 
the heating plant. And by all means have piping insu- 
lated. As much as onetthird of your coal costs may be 
saved by repairs just such as these. Now is the time to 
have the heating system overhauled and put in working 
order for the fall. 








Increased Incor 


—~at no cc 


HINK of this— you can 
increase the income value 

of your property, let that in- 
creased income pay for the 
cost of the improvement which 
produces it, and then, after 
twelve or twenty-four months, 


pocket that increased income 





as pure profit! 





—~ 24 MONTHS 





Don’t Tolerate “Balky” 


Radiators 
During the heating sea- 
son just passed, did you 
have radiators which rat- 
tled and banged, which 
became hot in about half 
the sections.and remained 
cold in the other half? The uproar and the 
failure to heat throughout were due to air in 
the radiators. The air valve on the end of the 
radiator is a mighty important servant in keep- 
ing the house comfortable and the heating sys- 
tem efficient. Let us replace any faulty ones. 
You'll find it an economy. 








1FOR SALE}, 
TPUL A 7-room house, brick, hot ms 


water heating plant. House |Fo 
‘| built for owner and not for 9 
7x| speculation... Has two 
baths. House can be seen 
at any time. Call at 7145 
“\'So. Aberdeen. 


FOR SALE—SHADED LOT. R. SEWER 
% serve, pvd. sts. ne 
ft oe wore ee re 




















Send the Card Today ~- -No Obligation 
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This circular, with a few changes, could be used by —_ 
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archandising the remodeling idea 








ne Immediately 


st to you! 


N the back page we cite 

several cases—we will be 
glad to give you names and 
addresses of these and many 
more where our Time Pay- 
ment Plan has enabled owners 
to improve rental property 
and, in some cases, not only 
pay the cost out of increased 
income, but earn an immediate 
profit. 





TO PAY! — 








Controlled Heat the Clock 
Around 


Modern science makes 
it possible to establish 
absolute control of house 
temperature every hour 
of the day and night. 
You can retire at night- 
and with no more effort than is involved in 
setting your alarm clock, get up in the morn- 
ing to a house as warm as you desire it. 
Throughout the day you can keep the house 
at an even temperature—an important consid- 
eration where there are children—or tenants. 








This Advertisement -- 


was clipped from the Chicago “Tribune.” Note the 
words: “Has two baths.” Modern homes and apart- 
ments are being fitted with more than one bath— 
and if you are to compete in selling or renting with 
these .buildings, you need to have such selling fea- 
tures as an extra bath. There is undoubtedly room 
for an extra bath room in your home—just let us 
come in and plan it for you. Twenty-four months 
to pay— immediate increase in rental or sale value. 
Here’s what a real estate man says: “We rent or sell 
these days on features—such as the extra bath room.” 








. - - See other side for some interesting details 


Quen 








For Hot Water 
---Just turn the Faucet 


JHE housewife simply can’t get through with her 
Z ky work during the day without hot water. If you 
Ya G24 have not a convenient method of heating water, 
you are losing valuable time and energy, and undoubtedly 
wasting money. Modern water heaters deliver hot water 
when and wheré you want it—economically. 





FOR COMFORT 
THERE'S nothing quite 
like a shower. To start 
the day well, after golf- 
ing, motoring, tennis or 
after a long, , ae day at 
the office—just before re- 
tiring. These are the 
times, among others, 
when the shower is an ~ 
absolute necessity to comfortable living.- If you are 
going out in the evening, you can take a shower quickly 
—it will add only a few moments to the time necessary 
for changing clothes. And if there is more than one per- 
son who must be at the office early in the morning, if 
there’s a shower, each one may enjoy the invigorating 
effect of the morning bath. We have many types. We 
can install a shower on the bath equipment you already 
have. 
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lumbing and heating contractor in a remodeling campaign 











This was the last page—the *‘clincher™ 





The Proof of the Pudding 


Here are some typical cases where plumbing and 
heating improvements brought increased income 





An owner who owned three flats, renting for $50 each, called us in. 
; The flats were stove heated. We installed a steam heating system and 

Lorence Granata, ) 
41430 Princeton Ave. ran hot water to bath tubs, lavatories and kitchen sinks. Increased rental 
was $25 per month for each flat, or $75 total per month. Monthly pay- 
ment was $60. Net profit immediately, $15 per month; when contract 


Edward Cox, 
4202 Calumet. 
Thos. Roach, 


6353 Champlain Ave. Francis E. Cook, 





is paid up the whole $75 will be pure profit—equal to an added increased 5210 Vincennes Ave. 
Francis B. Failor, value of the property investment of $9,000! 
6501 Drexel Ave. Henry F. Gorman, 
’ <4 rj , 
eee Here's another—a six room flat was converted into kitchenette apart: 5945 Kedville Ave. 
6751 Rhodes Ave ments by putting running water into the rooms. Previous rental was $80 R. A. Leavitt 
Raiaind cs abiataiit per month. Rooms now rent for $7.50 each per week, total $180 a 4210 Cottage Grove Ave 
wustano « anza, 
145 E. 117 St month—a $100 per month increase which paid for the job in five months 
~and, of course, built up a salable value as a rooming house business. B. B. Newton. 
Alex Richmond, 5512 Grove Ave. 
6961 Eberhardt Ave. And another—we put in a hot water heating plant in a two-flat build- es 
: : * y i 7 ee en ene Arthur Phillips. 
Carrie Abelson, ing, renting at $45 per month for each flat. Rent was increased to $65 4720 Wabash Ave 
7309 Vincennes Ave, a month, an increase of $20 per flat per month, or total of $40. Payment 
> 5 Batter was $35 per month—a clear net of $5 a month immediately and of $40 — Anton Stepinsky, 
6110 Kimbark Ave when contract was paid up Berwyn, Il. 
a ey r ” - And still another—a building with a store and two six-room flats. — Pa tnenae m 
sigicince Store was renting at $100 a month and each flat $40. We put in steam 
Richard A. Churchill heat, arranged kitchenette apartments. Increased income was: $150 per Edw. H. Cahill, 
7092 Norm: lv " be y 
7022 Normal Bivd month for the store—a gain of $50 a month. $180 a month for each Homewood, Ill. 


of the two flats—$330 a month total increase, on a payment of $69 per 
month on the time payment contract. 





Kitchenette Apartments Pay Big Dividends 


If you have large, old-fashioned apartments, difficult to rent, call us. 
We will show you how you can triple your income by arranging one-and- 
two-room kitchenette apartments. The last example given just above was 
a case of this kind—we increased rentals $330 a month on a monthly pay- 
ment of only $69. Just send the enclosed card or telephone. 


Our Plan Gives You 24 Months To Pay 


SZa0U ¢ don’t have to wait a day, or an hour, in planning improvements you know are neces 
7A 6 4 sary—improvements you know will add to the rental or sale value of your home. Just 
FGI send the enclosed card. We'll furnish an estimate for any work you want done. We'll 
place our knowledge and experience at your command. Then you take twelve or twenty-four 
months to pay. And don’t forget that, immediately, the improvements you make show a gain for 
you. You can get more rent—you can get a better price when you sell. Sign the card—take it 


with you when you go out and drop it in the nearest mail box. 











Midway Plumbing & Heating Company 


If You Want To Phone During the Evening, Call South Shore 10558 


641 E. 63rd STREET “i “i “i CHICAGO 











Every contractor can cite cases which prove the value of his services 
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Fire hydrant in yard protected from freezing by being enclosed in man- 
hole extending up to grade 


Heating and Ventilating for 30,000 People 


Plumbing," Heating, Ventilating, and Fire Sprinklers in new plant for 
Western Electric Co. at Kearny, N. J. 


By H. T. HALL 


ARTICLE NO. 2 


LIQUID SOAP SYSTEM ROOF DRAINS 

SYSTEM of liquid soap distribution is included as OOF water is carried off from the various roofs and 
A part of the installation, this consisting of soap R 

tanks, soap dispensers and soap cabinets, together with the storm water sewers by means of roof leaders of stand- 

the necessary connecting piping. The piping is con- ard weight, galvanized, steel pipe with standard weight, 

structed with black steel pipe of standard weight with screwed, steam-and-water fittings, except in the basement, 

black, cast iron, screwed steam-and-water fittings and, where recessed fittings of long-turn pattern are used. At 


down to the basements, where it is emptied into 


following out the same idea as used on the drainage and the base of each vertical leader, cleanout fittings with 
water lines, a %-in. tee, to which is connected a plugged brass screwed plugs are installed and similar fittings are 





valve, is left at each floor level to provide for future pos- located every 100 ft., along the horizontal basement mains. 
sibilities. A tee with a drain At the roof, special leader 
valve is also located in the boxes are used, these being 
soap main in the basement hk¥— /'- /O" > as indicated in the detail 


near a sump pump. given in Fig. 5. 


The soap cabinets are of 






The storm water hori- 















special design, soap tanks of 3] zontal drains are pitched 
3-gallon capacity, enameled AC — NN with a grade of 0.635 ft. per 
inside and out, with float in- Wy, Ni 100 ft.. for 8-in. size: 1.00 
dicators. In Fig. 4 is shown / AS 







C.I Conductor ft. per 100 ft., for the 6-in. 
Head size; 1.3 ft., for the 5-in. 


SSSESS) 
N 






the design and piping con- 
nections of a typical soap 


> 
BA 


size, and 1.8 ft. per 100 ft., 











te Leader 

ank. for the 4-in. size. Flanged 

Vote—Article No. 1 including joints are inserted every 4 
lig. 4 referred to above ap- hundred feet in the _ base- 

peared in issue of October 1 Fig. 5 ment drain lines and all 
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sprinkler drain lines are also connected into these pipes. 


DRINKING WATER SYSTEM 
RINKING fountains are 
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plates over the tops of the sumps to carry the stand on 
which is located a Western Electric, squirrel cage, induc- 


tion motor. These motors are controlled by float switches 
and 3-pole, enclosed, mag- 
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placed at frequent in- netic-type starting switch 
tervals throughout the build- with thermo-overload _ re- 
ings, these fountains being lease. The general arrange- 
supplied with cooled water fofor ment of the sumps and also 
from a general drinking Starting sump pumps is illustrated in 
water system which supplies Suiteh ~ ' ot Fig. 6. 
“ \ R35 Discharge 

the whole plant. Where H 
fountains are located, the 1a | | (Grating Foor, PLUMBING FIXTURES 
mains are tapped and circu- Yo. “evn tes = 2 = Oe 3.4 NUSUALLY high types 
lating risers are run up 7 ne + oae . of plumbing fixtures 
through the building; at the = } i were selected for use in this 
top these risers are con- ¥ 3 ' installation, as will be seen 
nected together so as _ to lo e | ° by reference to the following 
form a circulating loop. ‘tli | brief description of the fix- 

Waste from these foun- i o\! | \ aan tures used: 
tains is carried through P ted ° | | The office and shop wo- 
traps and is_ spilled into te 6 7 7 eo: men’s toilets are equipped 
drinking water waste stacks “tl with high grade vitreous 
which are carried up through lavatories, fitted with spe- 
the roof in a manner sim- cial combination, quick-com- 
ilar to that already described pression, hot-and-cold-water 
for the soil and waste stacks. supply faucet with gooseneck 
At the bottom, the drinking spout, pop-up waste, special 
water waste stacks are ar- spray and four-ball wheel 
ranged to discharge the handles. A liguid soap dis- 
drinking water waste into Fig. 6 penser is placed on the left 
the sumps The drinking hand side of the fixture. 
water system is made up with standard weight, galvanized, Lavatories for men in the shops are grade A, vitreous 
steel pipe and galvanized, screwed fittings. china, with faucets similar to those in the women’s lava- 

The insulation on the drinking water lines was spe- tories, and are equipped with a set screw, flow regulator. 
cially developed for this work, being designed not only These lavatories are set on horseshoe brackets with a 


to provide efficient insulation against heat, but also to 
prevent the accumulation of moisture from condensation 
collecting on the lines, particularly in the basements. It 
be described as consisting of a double layer of lami- 
nated wool felt carefully laid up with broken joints and 
thoroughly sealed with bitumastic compound. After being 
placed on the pipe, the covering was jacketed with water- 
proof roofing thoroughly impregnated by a special process 
and with moulded waterproof material at the hangers to 
prevent condensation drip running down on to covering. 


N THE 
trifugal 


may 


ARRANGEMENT OF SUMPS 
mentioned are placed cen- 
with checkered support 


sumps previously 


type sump pumps, 









































%-in. rubber pad between the fixture and the bracket. 


They also have soap dispensers. 

All waterclosets are of vitreous china, with syphon jet 
bowl and extended lip, fitted with brass flush valve. Seats 
are of open front type with rubber bumpers and recessed 
check bar hinge. 

All urinals are solid porcelain stalls, 18 
wide, with integrant shields and lipped extension base, 
flushed with flush valves similar to those used the 
waterclosets. 


white, in. 


on 


The slop sinks are grade A, vitreous china, roll-rim 
sinks, set on 3-in. adjustable trap standards, with P trap, 
enameled inside and outside, with ™%-in quick compres- 


sion, brass, combination faucets with flow regulators. 
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Wall radiator installation under windows in the Kearny plant 
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The drinking fountains stand 36 inches high, 
have a vitreous china receptor with nozzle for angle Ce 
. Pt 
jet, stream and automatic pressure regulator; (Ko S 
%-in. supply pipe with self closing, oscillating, i: \ 
control valve and lock-and-shield flow adjustment ~ ae Jhinrreterneetes PS RE 
valve with 1-in. waste pipe concealed in pedestal. ha 
aie o * 
HEATING EQUIPMENT LYMOZ < 
ORK embraced in the heating contract cov- “ODM y o// bBIl bOIl bOI 
ered a system of forced hot water heating to Wie = r 5 
warm the building, a system of steam and return is SR GF BY N 
j Ly 
piping to supply the service water heaters and a “~ oO | omoao0odn0 
system of compressed air piping for the operation ~ * ae 
of automatic temperature control. S “| 
A central plant in the power house furnishes a ic ° - 
supply of hot water under forced circulation for > ss 
heating purposes and branches are carried from ae 3 2 le 
the main circulation lines into each building and 8 al w) 
are connected there to the building mains. From + o 3 , 
the building mains, the water is carried through a % 
: & x 
system of risers and runouts so as to reach and AS < | 
. o 
circulate through each and every radiator. . % : Sys 
n a ws 
Radiators Located on Walls iN S ts 
Radiators in general are located on the walls,  § ~ 0 ke 
but, where skylights and monitors occur, additional BS S be 
surface is located nearby to compensate for the ft i o 
increased losses. 7 ay iss 
a - . - 2 ys D 
Radiaters located in the skylights and monitors, HS | ~~! 
° : Py 1°] o a — 
as well as those having their respective supply : | 
and return branches connected to the riser or main ~ ? [s 
on the ceiling below, are equipped with eighth- Ve a 5 x] 0 & lt 
inch radiator air vent valves; radiators not so ® - ® me 
connected have the air vent tapping plugged with bo . 2 s ¥ 
an eighth-inch plug. fe) } & = = 
Gate valves are placed on all branch mains and Lar S 
% S, ‘ 


branches in positions close to the branch mains 
and drain valves are located on the return mains 
close to the gate valve and on the radiator side. 
The piping is all of standard weight, black, steel 
pipe with black, cast iron, long-sweep, screwed 
fittings. A typical arrangement of the heating for 
the buildings is illustrated in the plan shown in 
Fig. 7 which is the layout for buildings 20, 21 and 
23. For the higher buildings, the arrangement may 
be said to be similar to the typical bay shown 
in Fig. 8. 
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STEAM AND RETURN LINES FOR SERVICE . 
WATER HEATERS 
O FURNISH steam to the heating coils of the le 
service water heaters, a system of steam and N 
return piping is used, these lines being run from ff ee 
& 
© 
NS 





the plant steam and return mains to the various 
service heaters. On the risers of this system, tees 


























with plugged valves are left at the ceiling of each ] a 
floor through which the riser passes to provide for | x 
future requirements. These valves are of the globe } fe a 
type. | . 4 

Compressed air lines are extended from the we =o] Xf : 
compressed air mains supplying the entire plant | me et oe oe 
and are connected to the automatic temperature es "tL Sn = aati i 
control devices used on the heaters and at other SS oe 09// @9/l 62/1 D8! PPI) bP/1 
points where automatic control is required. 

Provision for Expansion 

One very interesting feature of this installation is the temperature was assumed as 200 deg. F. for the hot water 
provision made for expansion in all heated pipes by cut- lines, 250 deg. F. for the trap returns and 300 deg. F. 
ting the pipe slightly short before erection. The addi- for the steam lines. Thus if the length of a steam line, 
tional amount of length removed was based on one-half when installed cold, was 270 ft., and this line, when ‘ 


of the expansion expected to occur when the pipe was ‘heated to the degree specified, would have a hot length 
heated up to its normal hot temperature. The normal hot of 270 ft. 3 in., then the amount to be cut short on the 
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line would be half of the 3 in., or 1% in., mak- 
ing the cold length when installed 269 ft. 10% 
in., and the length after being 270 ft. 
1% in. In this way the pipe as much 
tension when installed cold as it was in com- 


pression after being heated. 


heated 





was in 


FIRE PROTECTION 

; , ere system of fire protection is in- 
stalled for the entire plant and the lines 

are connected to the various buildings in which 
sprinklers and fire standpipes are located. Loop 
headers are run all around the basements with 
6-in. branches to fire risers located in the stair- 
wells, hydrants and automatic sprinkler systems. 
Fire lines are made up with standard weight, 
black, pipe and standard weight, black, 
cast iron, long-turn fittings; fittings 4 in. and 
in size are screwed and fittings over 4 in. 


steel 


less 
lines, similar 
long- 
Valves, where installed, are made 


On the drain 
fittings are used except that they are not 


in size are flanged. 


turn pattern. 


screwed up to 2 in., and larger than this are 
flanged. 
Sprinkler risers have a tee located at each floor on 


which is placed a 1%-in. angle hose valve, facing down, 
and with 75 ft. of 1%-in. 
unlined linen fire hose, fitted with brass nozzle, and sup- 

ported on 


each hose valve is equipped 


hose 





Supply Man? MI rack clamped to 
To ‘a aah pipe. 

Riser steps are 

le attached to the 

riser pipes, these 

| | being placed on 

z=. 15-in. centers and 

fala +3 





extending from the 
floor to within 2 
s° ia ft. 6 in. of the 


shut off valve. On 
|= T] the standpipes lo- 
| Ce 2 ze 
Lic wee) cated in the stair 
— ~ : emer nee em) 
_| wells, the outlets 


are equipped with 
100 ft. of 
hose provided with 


| 
|. . 


2%-in. 





|} __ “OR nozzle and set in 
; 
wi ee flush steel hose 
jon 





i cabinets with 3-in. 


branch 


|| “inchor — Anchor, 

Vf Bi supply to 

same at each stair 

landing. 

Source of Fire Pro- 
tection Supply 
To supply the 

fire system,two du- 

1,500-gal. 
per min. pumps of 


| | 1108 J) \Je Seeoy 
} f rol <a . FP1SCr 
a om ee 


——d 





plicate 


Jz Supply 











Wan so . ‘ i 
‘ > ¢ -turbine 
‘Sh Nght 5, s ser 4m 1 
Mortons 3 driven type have 
t ‘adavors heen installed in 
Pia 
/® Floor the power house, 
_ these pumps hav- 
J Supply h I I 


| Fiser ing their suctions 
arranged sothat 


they may take wa- 











ter directly from 

- 1 the Kearny city 
a engeanpemarnee - aia . 
CPitern' Dien water system or 

from the Passaic 


Fig. 8 
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Forced hot 





= nia 








water circulating pump and heater in the basement of the 
plant 


power house of the Kearny 


river adjacent to the power house. In addition to the pumps, 
there are two 25,000-gallon steel storage tanks, located at 
present in the eight-story tower. The ultimate develop- 
ment contemplates four such towers, each with the same 
size tank, and all connected to the fire protection mains. 
The 2%-in. hose set in the hose cabinets in the stair halls 
at each floor landing are for the use of the paid fire de- 
partment exclusively. 
Contractors Engaged on This Work 

site, drove the piles 
The American Bridge 
Tay- 


Henry Steers, Inc., prepared the 
and placed the basement concrete. 

Co. and McClintic-Marshall Co. fabricated the steel; 
lor Fichter Construction Co. and Turner Construction Co. 
the Turner Construction Co. did all the 
building construction work; plumbing was in- 
stalled by Jaehnig & Peoples, Newark, N. J., and the 
Almiral Co., New York, while the sprinklers 
were put in by H. G. Vogel Co., Linden, N. J., and Raisler 
Sprinkler Co., New York; for the power plant, J. G. 
White Engineering Corp., New York, prepared the design 
and supervised the construction with the same contractors 
Detailed plans for the buildings and the 
balance of the project were prepared and the work super- 
vised by the engineer of plant of the Western Electric Co. 


erected steel; 


general 


heating by 


as above noted. 





COL. WM. G. ARCHER VISITS KANSAS CITY 


Colonel Wm. G. Archer of the National Trade Exten- 
sion Bureau visited Kansas City, Mo., September 29 and 
30. On the former date he addressed the members of 


the local Rotary Club at the biggest attendance they have 
had in a long time. The following members of the 
plumbing trade in Missouri were in attendance by special 
Robert L. Dawson, 
Lewis, Chas. W. 


invitation and as guests of the club: 
Henry Nottberg, E. F. Spaeth, John G. 


Herold, Wm. Ball, Thomas L. Dawson and Arthur L. 
Miller, general secretary of the Kansas City Master 
Plumbers’ Association. E. D. Hornbrook, who has for 


many years been a member of the Rotary Club, was also 
present. 

morning, September 30, Col. Archer de- 
livered an address before 650 boys (from 17 to 20 years) 
of the Lathrop Trade School. Secretary Arthur L. Miller 
reports that ‘‘this was a wonderful talk, from which the 
for their life work. 
responsive to its 


On Friday 


and vision 
Never have I seen an audience more 
speaker, nor a speaker more delighted with his audience.” 


boys gained inspiration 











Confusion of 
Plumbing Terms 


By R.M. STARBUCK, JR. 
Article No. 2 


E WROTE an article on this subject within recent 
W weeks, but there remains much more to be said, 

and we are therefore devoting this present article 
to the same topic. 

There is general agreement that there is confusion in 
the use of plumbing terms, and the fact has been voiced 
many times by various leaders in the field of plumbing. 
Recently, in a letter to us bearing on this very subject, 
no less an authority than Frank R. King, chief plumbing 
inspector of the state of Wisconsin, expressed himself as 
follows: 

“While preparing text for our vocational schools a year 
or so ago, I had occasion to draft upward of 100 terms or 
definitions. In writing these, I consulted many codes, 
books, etc., and it is surprising to note the variations in 
various parts of the country. One naturally wonders why 
this should be; especially the boy in the vocational school 
is confused. These terms should be standardized and 
others added as needed, eliminating obsolete or unneces- 
sary ones, is a worthwhile undertaking, and I trust that 
we may have something definite along this line so that it 
might be embodied in our code. Wisconsin is ready to do 
this at any time, and glad to substitute accepted terms 
for those now contained in the-state plumbing code.” 

We do not wonder that the vocational school boy is con- 
fused, but the confusion does not end with him—it makes 
itself felt at every turn, in every branch of the plumbing 


trade. When there are at least five entirely different in- 


> 
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es 


Fig. 2 








by 





terpretations of the wet vent, it is not to be wondered at 
that this type of venting is praised in one section of the 
country and utterly condemned in another. This same 
situation is more or less true also of the continuous vent. 

We will remember that in tabulating information on 
the subject of venting as given in the plumbing codes of 
the cities of the United States, we found in the code of 
one of our largest cities special mention of the continuous 
vent system, and specific requirement of its use. As a 
consequence, this city was given credit in the tabulation, 
as demanding continuous venting, which of course is a 
most excellent requirement. Later on we found that as a 
matter of fact, this city was just about as far removed as 
possible from the use of continuous venting, and that this 
hame had been given locally to a system of plumbing 
which in most sections of the country would have been 
severely condemned, 


35 


















































* 


4 
- 
+ 




















Fig. 1 


WOULD WELCOME STANDARDIZED TERMS 

O FAR as we are able to learn, every one connected 
S with the plumbing trade would welcome the clearing 
up of the confusion that seems to exist, and we are greatly 
in hope that our effort in this direction may lead to some- 
thing definite in the betterment of the situation. 

Speaking of the continuous vent, we had not realized, 
until the above-mentioned incident occurred, that there 
could possibly be any misapprehension anywhere as to 
the character of the continuous vent. But there seems to 
misunderstanding even of this 
has become necessary to consider the 


have been some term, 
proving that it 
matter seriously, with a view to establishing definitions 
that may be adhered to. 

The continuous vent system mentioned is shown in Fig. 
1. Continuous is right, if by that word we seek to de- 
scribe the continuous winding in and out, first to one 
group of fixtures in the building, and then to another, al- 
most regardless of their location. Apparently the prin- 
ciple underlying this system was the effort to make one 
stack answer for each building, regardless of number and 
location of fixtures or size of building. We offer this 
information chiefly to show to what extent confusion has 
arisen in the use of venting terms. 

We find that continuous venting is more or less con- 
fused with loop and circuit venting. For instance, James 
G. Dickie, plumbing inspector of Schenectady, N. Y., al- 
ludes to the rising vent extension on a circuit vent as a 
continuous vent. According to this usage, the pipe from 
A to B in Fig. 2 would be called a continuous vent. Mr. 
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Dickie makes this additional statement: ‘‘In Schenectady 
we use the anti-siphon system, so do not come much in 
touch with the different vents. But our plumbing code 
is apt to be changed at any time, to work more in har- 
mony with the Hoover code.” 


VARIOUS USES OF VENTING TERMS 
V 7 E FIND a paragraph in the Wisconsin state code 
which makes it appear that Schenectady is not alone 
in looking upon a circuit vent extension as a continuous 
vent, for the first paragraph in Section 9 is as follows: 
Continuous Loop or Circuit Vents. Batteries of closets, 
urinals, sinks, basins, bath tubs, showers and other simi- 
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san 














Fig. 3 Fig. 4 


lar fixtures, where practicable so to do, may be installed 
and vented by the continuous circuit or loop venting sys- 
tem. 

If this usage is common to the cities of Wisconsin and 
to Schenectady, without doubt there are others that do 
likewise. In fact, in the city of Portland, Ore., we find 
that loop vent, circuit vent, yoke vent and continuous 
vent are considered as synonymous—different terms de- 
scribing exactly the same vent. 

Mr. McIntyre, chief plumbing inspector of Seattle, 
Wash., gives a clear definition of the continuous vent as 
we believe it to be generally understood throughout the 
country, as follows: ‘‘When P traps, drum traps, bottle 
traps or pot traps are connected to the vertical extension 
of a waste pipe by a T-Y fitting, at a point not below the 
water line of the trap, that section of the pipe above the 
T-Y being carried up above the highest waterline of the 
fixture which the trap serves before connecting with other 
vent pipes, is a continuous vent, the part below the T-Y 
being the waste pipe from the fixture.’’ He goes on fur- 
ther to say: “This system is sometimes permitted to serve 
two such traps connecting at the same level into a double 
T-Y, when waste and vent pipe is increased at least one 
size larger than the trap outlets, which is very poor prac- 
tice, as each fixture outlet should be separately trapped, 
and each trap separately vented, so as to leave each en- 
tirely independent of the other.” A little study of the 
above definition of a continuous vent will show that it is 
quite comprehensive, inasmuch as it covers the types of 
trap that may be em- 
ployed in continuous 
venting, and points out 
how the outlet must be 
connected with rela- 
tion to the water line 
of the trap. The allu- 
x, Y sion to the use of the 
double T-Y in continu- 
ous venting, refers to 
the unit vent, which 
we will consider fur- 
ther on. 

+ Probably the wet 
vent has caused more 
excitement in the 
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plumbing trade than any other form of vent. Indeed, the 
wet vent had to be mentioned only in whispers, until the 
government investigation and experimental work resulted 
in giving certain uses of it a standing, as evidenced in the 
government publication on plumbing, very generally known 
as the Hoover Code. 

Certainly the wet vent has been mauled and mistreated 
in a most heartless manner, generally, no doubt, because 
there have been so many different ideas as to what a wet 
vent is. 

Our own idea of a wet vent is shown in Fig. 3, and we 
fully believe that four out of five, and possibly nine out 
of ten, will agree with us. Scattered over the country, 
however, will be found a great many intelligent people 
who will tell you that the wet vent is an entirely different 
thing—and there you are. If we were to tell you that 
Figs. 4, 5, 6, 7 and 8 also represent the views of many 
other people as to what a wet vent actually is, many of 
you would doubtless be surprised, but that is a fact. 

While the wet vent is used in an endless variety of ways, 
some good and some at least very questionable, Fig. 3 
shows this type of vent in its simplest form. In Fig. 3, 
the pipe A-B, which is a part of the waste for the lava- 
tory, also serves as part of the vent for the bath tub— 
hence this section of pipe is said to be a wet vent for the 
bathtub. 

W. W. Hughes, Minneapolis, Minn., has very concisely 
defined the wet vent as “‘That combination of fittings and 
pipe which serves as a waste for one fixture and a vent 
for another fixture.” 

Edward J. Nagle, plumbing inspector of Worcester, 
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Mass., refers to the wet vent in these words, ‘‘Where the 
waste of one fixture discharges into or washes the air line 
of another fixture.” 

These two descriptions or definitions show, as we be- 
lieve, the idea that the plumbing trade in general has of 
the wet vent, and we would like to see this interpretation 
made universal—that is, if the term wet vent has come to 
stay, and no more satisfactory term is eventually adopted. 


SOME OTHER IDEAS 
OW let us see what the other ideas are, concerning 
N this form of vent. 

Wm. Hey, chief plumbing inspector of Portland, Ore., 
states that “‘A wet vent is a vent that connects to a main 
vent below the top of the fixture served. If the waste 
pipe stops up, the waste will flow down through the vent 
before overflowing at the fixture. No pipe is a vent that 
receives the waste from a fixture, as the vent begins above 
the waste proper, either by a crown, continuous, loop, 
yoke, or a vent by any other name.” 

As we interpret the foregoing, Fig. 4 shows such a vent, 
and it will certainly act as.Mr. Hey says it will. Certainly, 
also, such a vent will become wet sooner or later. 

We happen to know that in Southern California, and 

(Continued on Page 45) 
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This is one of a series of picture stories 
on the Manufacture, Use and Handling of 






POLISHING ROOM 


working on the outer surface of the spout of a 

faucet. Sometimes the contour of a piece is 
of such a nature that one man will finish one section of Of all the primitive faucets used when the 
the piece on a broadfaced wheel and another workman world was young, the type shown at the upper 
will polish other surfaces on a narrow faced wheel. In _ right of this page is, to many persons, the 
the manufacture of faucets, many shapes of wheels’ most interesting. While it looks nothing like 
are required to polish all the surfaces. a modern faucet, its purpose and functions are 


{| 


HH‘: is shown a man at the polishing wheel 














the same. It turns the water off or on as a faucet does. 

A means was provided for holding the pipe up to the 
level of the water and this stops the flow. Sometimes 
water was conducted to considerable distances in this man- 
ner. The joints of the pipe were made of leather tubes. 

The picture at the left shows a faucet of entirely dif- 
ferent character. The method of using it may be under- 
stood from the illustration, 

The skin of an animal was used as a receptacle for the 
water which was pressed out as needed. 

In what parts of the world this contrivance was most 
used is uncertain, but travelers have reported seeing such 
a device still in use in certain parts of Africa. 
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Advertising Editorial 


A NEW ONE EVERY WEEK—No. 290 








Controlled Heat 


—keal Winter Comfort 


HEN YOU come home 


work, or after vou have been out for 


whether from 
the evening—is your heating plant keep- 
ing the house comfortable, regardless of the out- 
door temperature’ Trying to control heat by the 
hand operation of the drafts and checks on the 
boiler is out-of-date. Modern methods call for 
automatic control—for reducing the attention 





necessary toa minimum. Let us senda competent 
Ask for a Heat Regulator. 
free copy ol 
“The Story 
of the Bath.” 
It's histori- 
Pak it’s 
amusing—it 


man to explain the 


It can be installed quickly. Just telephone. 


(In this space your Name, 


Telephone, and 
isn’t adver- 


tising Address ) 








Don’t Hide Your Light 


And you have 


many people in your community who need your service. But there 


are some things people do not buy without urging. Strange 
ten are not taken care of until after other things 


) fee HAVE a rea) service to offer your community 
1 


ly enough, 


home improvements of 


have been bougti lt natural f people to get on with what they 
have so they may enjo xuries, lil automobiles, radios, ets The 
only way to overcome that situat is by advertising yy keeping 
your service constantly) before you community and so giving it its 
true importance Use the Advertising Editorials. Only $4.20 for twelve 


weeks’ service—and you have only to hand the material we send each 


week to your newspaper—we do all the work 
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ALES LETTER 
One a Week—No. 127 





Folks have had their heating plants going 
in most sections of the country for brief 
periods. They’ll be ready now to listen to 
the subject of controlled heat. 


jf 0 H N BROWN 


Plumbing Heating 


Two Rivers, N. Y., 
October 15, 1927. 
Mr. Edward Jones, 
Two Rivers, N. Y. 
Dear Sir: 

When you get up in the morning during 
the coming winter—-when you come home 
from work——or when you have been out for 
the evening—will your heating plant be de- 
livering just the right amount of heat while 
you've slept, or been away? 

The modern idea in heating is to reduce 
the necessary attention to the boiler to a 
minimum. Operating drafts and checks by 
hand has given way before the new and 
scientific method of control. 

With no more effort on your part than set- 
ing the control device at the temperature you 
want in the house, you may enjoy an even, 
comfortable warmth. 

Aside from the great convenience of this 
method of heat control, it is to be remem- 


bered that fluctuations in room temperature, 
such as occur when the plant is hand con- 
trolled, are dangerous. Overheated as well 
as underheated rooms are a menace to health. 

Let us send a competent man to give you 
full details. 

Very truly yours, 
JOHN BROWN. 


Adlet 


ONE A WEEK-No. 148 


VERY GOOD name has been given to the 
i ind of advertising novelties distributed at 
Christmas time Remembrance advertising.’ 
But that kind of advertising ought to be car 
ried on throughout the year. That’s the reason 
for the little Adlet, below. It’s small, it’s in 
expensive, but it serves to remind the com 





munity of your service, and it’s carefully me! 
‘opy out the one below, add your 


chandised ( 
name, telephone and address, and hand it to 
your newspaper 





) : 

' Controlled Heat | 
Is not only a convenience— it’s a safe- 

guard to health. It keeps rooms at an 

even temperature and eliminates over- 

heating and underheating. Let us ex- 

plain modern heat control methods. 
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Snaps On 
Snaps Off 







\ 
Saves , ae , 4: If i) 


Gas afl’ 








ABNEY 





Every one you sold can use a THERMO VALVE. 


Last year’s customers are today’s prospects when you handle the KENNEY Thermo- 
Valve (“‘Snap-Action’”’). The Kenney valve brings the old tank installation up-to-date. It saves 
old-time drudgery. It supplies hot water on the instant—-for any household use, washing dishes, 
shaving, laundry, bath. Plenty of hot water—no waiting, no worry, no fuss always automatic 

snaps on or off as temperature dictates! 
Plumbers, Manufacturers and Jobbers—urite for full details about the Kenney. 


FLANNERY MEG.CO 


FLANNERY BLDG. PITTSBURGH, PA. 


Mention Domestic ENcinerrtnc when writing advertisers. 
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A few of the typical 

Square “‘Gee’’ fittings 

used on the above 
installation. 


es 


Snappy Acction paves the way for Profits 


eoends “Gee” fittings make fast 


friends with up-on-their-toes 
journeymen. For Square “Gees” help 
to speed the job along. Their nice, 
clean-cut, workmanlike threads grab 
quickand hold with bull-dog tenacity. 
No wrassling or cussing at balky con- 
nections. No delays. The job moves 
along with clocklike smoothness. 


THE GRABLER MANUFACTURING COMPANY 
San Francisco 


New York 


SQUARE 


Malleable Iron 


Chicago 


And, of course, smooth-running jobs 
have a direct relation to your pocket- 
book. They lower labor costs and 
make more money for you. 


Be on the safe side. Install Square 
“Gees” —secure in the knowledge that 
the job is protected for all time. When 


your jobber’s salesman poises his 
pencil, just say — Square “Gees.” 


- Cleweland, Ohio 
Los Angeles 


“GEE” 


PipeFlT TINGS 


The new line of Square Lape Pn sane fatings combines all the ~~ known qualities 


built the 





ware “Gee” Malleable Pipe Fittings. 


Mention Domestic Encrneertnc when writing advertisers. 
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Questions and Answers 


CHANGING A CONCRETE TANK TO A SEPTIC TANK 

Kditor, “Domestic Engineering’”:—I am installing a 
complete bathroom, laundry and outside water closet. 
There are 15 pounds of water pressure. Are there any 
special precautions to take in piping an installation of this 
kind? 

There is a concrete pit about 60 ft. from the house with 
the following dimensions: 11 ft. long, 3 ft., 6 in. wide 























° 
mer O FILTER BED 
MANHOLE 
INLET OUTLET 
fp BAFFLE +4 

Y \ 

yy PARTITION yi 

1 

FILTER BED), 


and 5 ft., 6 in. deep. Can this pit be used as a septic 
tank when there are eight people in the house? If so, 
kindly send me a layout for such a tank, with the infor- 
mation necessary to convert the pit into a private sewage 
disposal plant, as well as instructions for installing field 
tile for the seepage. 
Pennsylvania. 





With a water pressure of only 15 pounds, the supply 
piping should be ample in-size, otherwise it will take too 
long for the fixtures to fill with water. 

Herewith is an illustration which shows the proper con- 
struction of a septic tank, the method of inlet and outlet, 
and a small sketch showing the design of the filter bed 
pipe. 

Your concrete tank is ample in size for a septic tank, 
but will have to be provided with certain partitions and 
baffles, etc., and it will most likely be as cheap for you 
to purchase a new tank made for that purpose, as it 
will to try and use the present tank. 

The filter bed the installation of 
20 ft. per person for porous soil, and in tight soil at least 
twice that amount, in which case the tile should also _be 
laid in a stone filled trench. Tar paper strips can be 
placed over the tops of the open joints. Filter beds should 
be not over 12 in. or 18 in. below surface of ground. 
Grade 1 in. to 10 ft. 


is usually based on 


Denver Auxiliary Entertains Guests 

On September 17, at Pine Grove Cafe, Denver, Colo., a 
banquet was served to forty-four master plumbers and 
their wives, 
Fort Morgan and Fort Collins. 
entertained by the Denver Ladies’ Auxiliary, 
master plumbers held a meeting at their hall. 


while the 
The 
lar meeting of the Denver Auxiliary was held September 
22 at Russel Stovers’ Cafe. Mrs. Laverty and Mrs. Lynn 
were hostesses. After business had been transacted, mem- 
bers enjoyed playing whist. After the card games deli- 
cious refreshments were served. 


The next meeting of the Denver Auxiliary was scheduled 


to be held at the home of the vice president, Mrs. G. Stock- | 


ing, on October 13. The auxiliary is planning an active 
fall season and is looking forward to coming social events. 


DOMESTIC ENGINEERING 


Guests were present from Greeley, Boulder, | 
The visiting ladies were 


regu- | 
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AUTUMN= 


An Ideal Time 
to Sell 


, HONEYWELL 








HE accuracy and efficiency which 
Honeywell engineers have built 
into Honeywell automatic controls 
can be more readily demonstrated at 
this season than at any other time. ‘The 
constant attention required by heating 
plants during the cool days of fall can 
be entirely relieved by the installation of 


the dependable Honeywell System of 
Automatic Control. This watchman, 


more faithful than the most careful of 
humans, is a guaranty of healthful, even 
warmth at all times. { When making 
trouble calls on customers that do not 
have automatic control point out to 


them the advantages of Honeywell com- 


fort and convenience as well as the sub- 
stantial fuel economy which all users of 
Honeywell experience. ‘| By making all 
calls Honeywell calls you will not only 
materially increase the profit of the fall 
season but you will-build for yourself 


lasting good will among your customers. 
And best of all you will have no expensive 


servicing because Honeywell Controls are 
free from usual bugbears—no brushes, 
no armature windings and no 


mutators. { Sell Honeywell now! 


com- 


HONEYWELL HEATING SPECIALTIES 
COMPANY 


WABASH, INDIANA 





HONEYWELL 


Temperature Regulators 


| 
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The Kohler Electric Sink 


Banishes the one task every woman hates—dishwash- 
ing. . . . Any wonder it’s the most talked-of plumbing 
fixture in years? And don’t forget, it makes a sink 


sale something substantial—a real piece of business. 


KOHLER oOFKOHLER 


Plumbing Fixtures 


Mention Domestic ENGINEERING when writing advertisers. 
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Show it—suggest it- 
Youll se// it! 


HERE isn’t a question 

about any woman want- 
ing the Kohler Electric Sink 
in her new home. You can 
be sure of that. And the 
Kohler Time Payment Plan 
removes her one possible 
objection—that of the larger 
investment required. 


Women everywhere are 
interested in the Kohler 
Electric Sink. They're talk- 
ing about it—are anxious to 
see it—hoping they can find 
some way to own it. Show 
it—suggest it while they're 
planning their new homes 
—you'll sell it, never fear! 


KOHLER CO, ‘Founded 1873, KOHLER,WIS. woe 
Shipping Point, Sheboygan ,Wis.- Branches in Principal Cities 2 





Every Kohler Electric 
Sink you sell carries its man- 
size profit. And the Kohler 
Time Payment Plan saves 
you financial worry—takes 
off your shoulders the bother 
and expense of making col- 
lections—and gives you 
back all your cost and all 
but a few dollars of your 
profit just as soon as you 


finish the job. 


Your jobber will gladly 
give you full particulars of 
this easy way of selling the 
Kohler Electric Sink—or 
we'll be glad to do so. Just 
mail the coupon. 


Mention Domestic ENGINEERING when writing advertisers. 


LAL PLE CoP EPL PPP e errr rT Tey . seeeeeee *- e 
PTET 7 SRR Pee eee Oe =e- SCPE eee eee 
SOCCER REE eee eee 





44 DOMESTIC ENGINEERING October 15, 1927 











Thomas Devi 


EYLIN 


MALLEABLE IRON FITTINGS 














Mention Domestic ENGINEERING when writing advertisers. 











October 15, 1927 


Confusion of Plumbing Terms 


(Continued from page 36) 


especially in Los Angeles and vicinity, this same idea of 
wet vent is held. 

Another practice in venting that is very common in 
probably all parts of the country, more common, in fact, 
than the work shown in Fig. 4, is the connection shown 
in Fig. 5. In this case, in the event of a stoppage of the 
waste, the fixture will overflow before the waste over- 
flows into the vent stack, and in so far as that feature is 
concerned, Fig. 5 is much superior to Fig. 4. Neverthe- 
less, the form of wet vent so-called, seen in Fig. 5 will 

















~ ° 
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Fig. 7 


collect scale and rust in the horizontal run X-Y, and this 
will eventually seriously impair its effectiveness as a vent. 

This sort of vent is often called a flat vent, and we 
think that would be a better term for it than wet vent. 
The use of flat vents is particularly common in venting 
water closets from the lead bend. 

Referring to such a vent as shown in Fig. 4, A. R. Mc- 
Gonegal, chief plumbing inspector of Washington, D. C., 
about a year ago wrote us very interestingly, and we 
quote from an article (June 26, 1926) in which we made 
use of his interesting remarks. Mr. McGonegal referred 
to this type of vent as a ‘“‘low’’ vent as follows: 


“A low vent is a vent connecting into a rising vent 
below the highest water level in the fixture, so that stop- 
page, even partial, in the waste, may cause use of the 
vent as a waste. Such construction has been dubbed 
‘wasting vent,’ ‘low vent,’ etc., in various parts of the 
country. Some people do use the term ‘wet vent,’ al- 
though the vent never becomes wet until the waste stops 
up. 

“TI think the term ‘low vent’ should be applied univer- 
sally, and the term ‘wet vent’ reserved for the construc- 
tion coming into rather general use, when a short portion 
of the vent from another is washed, and alternately wet 
and dry. The usual wet vent construction is simply an 
adaptation of the loop or circuit vent used with larger 
traps and connections.”’ 

Mr. McIntyre, already ‘alluded to, puts still another in- 
terpretation on the term wet vent, his idea being shown in 
Fig. 6, and described as follows: 

“A wet vent is a vent pipe attached to the outlet or 
crown of a trap, and running parallel with the waste pipe 
extending horizontally beyond the trap beneath the floor 
any distance, or extending any distance horizontally from 
point of connection with the trap, and below the water 
line of the fixture it serves.” 

Mr. Dickie, also already mentioned, has illustrated his 
conception of a wet vent in Fig. 7, which is somewhat sim- 
ilar to Fig. 6, but states that “A wet vent is a vent so 
connected to the main vent that if there were a stoppage 
in the waste line between the vent opening and discharge 
outlet, that the vent line would act as an overflow.” This 
definition applies to Fig. 4, but inasmuch as his sketch in- 
cludes both Fig. 4 and Fig. 7 connections, and he has 
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Haas 


Flash Valves for use in combination with 
all styles of bowls for all classes of 
service to operate under low or high 
pressure water supply. 


Water Closets for every type or class of 
service. 
or after flushing. 
Write for catalog. 


Frost Proof Closets. Direct flush 
Philip Haas Co., Dayton, O. 














CAPITOL 





Ask Your Wholesaler About 


STA=PAK 


le 1a W/ Ft 
They Never Need Re-packin ° 


CAPITOL BRASS WORKS 


MANUFACTURERS OF BRASS VALVES, BOILER TRIMMINGS 
AND PLUMBERS’ BRASS GOODS 


=SS=DETROIT, MIChS> 


Michigan Smelting 
and Refining Co. 
now operating 
Capitol Brass Works 

















EWANEE 


STEEL Riveted 


BgILERS 


for Lower Heating Costs 


KEWANEE BOILER COMPANY 


Kewanee Illinois 


The 


WATER ‘HEATER 


KEROSENE HEATERS— 
WICK BURNER TYPE 
Quadruple coils of and the 
patented Kerogas Burner (Hot- 


stream is the only Water Heater 
licensed to use it) insure the 
greatest efficiency. 

Lights instantly at the touch of a match 


—is noiseless, sootiess and extremely 
economical. 
Made in 3 sizes — write for complete information. 


THE HOTSTREAM HEATER COMPANY 
Richmond Rd, 


9502 “Makers of Heaters that Heat” Cleveland, Ohie 
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You can’t help set- 


~if you accept 


Jor OiNire hg ats Replace your 


sami wtute 


Yo u r present seat~ 
Home Fits any bowl/ 


f 
1 











Another Bonus for I is the most liberal offer of its kind ever 
. made to the plumbing trade. It is 
Christmas — | 8 
ae 0) backed up by the most complete and 
To all dealers ordering this unit and - ; ; ik : ; 
displaying it in their windows between effective kind ot selling assistance. 
October 15th and 31st — we will give a a : ‘ 4 
beautiful Christmas window display free! [o take advantage of this offer, all you 
It will be completely installed by an ex- ae zs ‘ . 
pert window trimmer early in December. need is four Church Seats—the largest sell- 


ing toilet seats made. And all you have to 
do is wash your show-window. 


An expert to trim your window—free 
Without the slightest charge to you, we 
will have an expert trim your window. 











October 15, 1927 


DOMESTIC ENGINEERING 


ting extra sales 


this offer 


It will look exactly like the window on the 
next page. It will sparkle with attractive- 
ness. With real appeal to your customers 
who pass by on the sidewalk. It will bring 
you extra toilet seat sales. Extra business. 
Extra profits. 


In addition to this beautiful window dis- 
play, you will receive the following compre- 
hensive sales helps: 


Strong selling folders and booklets 


We will send you—free of cost—folders 
and booklets for you to mail to your best 
customers. They are attractive, interesting 
and convincing. They tell the whole story 
of Church Sani-White Seats—their greater 
value, their beauty, the years of service 
they give. From these booklets alone, many 
plumbers have traced direct sales. They will 
bring the same sales to you. 


Letters already printed for you to mail 


We will send you, also, letters that will 
drive home to your customers the facts 
about Church Seats. Strong, direct-to-the- 
point letters that will make your prospects - 
realize that they can afford this better toilet 
seat! These letters will come to you multi- 
graphed, with your name and _ address 
printed on them. You have nothing to do 
but fill out your customers’ names and 
mail them! 


Churchay” +. 


Also manufacturers of Church Sani-Black 
Seats—for hotels, hospitals, and public 


buildings of ali kinds. 





A complete set of handsome, two-color 
price tags are included with this offer. 
These tags mark each seat plainly. They 
will stabilize prices and prevent many cut- 
price arguments. 


Four seats are all you need 


Remember—you need only purchase four 
seats to take advantage of this offer. These 
seats are packed in a unit package, to- 
gether with all the necessary material to 
trim your window. The booklets, letter- 
heads, folders and other sales helps will be 
mailed to you under separate cover as soon 
as your name is imprinted on them. And 
we do the actual window trimming 
for you. 

This month plumbers will sell more Sani- 
White Seats than ever before. Line up with 
let it 
biggest over-the-counter 
With this offer 
and assistance to back you, the chances are 
that you'll sell at least a dozen seats! You 
can’t help getting extra sales! And every 
time you sell a Church Seat, you’ve made a 
potential customer for other bathroom equip- 
ment. 


the Church National Campaign now 
bring you the 
business you've ever had. 


Take advantage of this offer! Mail the 
coupon to C. F. Church Manufacturing Co., 


Holyoke, Mass. 


See your jobber immediately — or mail this coupon to us! 


47 








| Gentlemen | 
Please send me three No. 425 Sani-White Seats and one No. 142 Sani-White 

| Seat-—which I understand will cost me $30. | 
You will also include with this order —without charge to me—all the selling | 

| assistance outlined in this advertisement. 

| Please arrange to have my window trimmed during the week of | 

| Nam Bill through my jobber | 

1 Addres Jobber’s address... ! 

SLES EC TSO PLE NEE LE, 
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The McDonnell & Miller 
Duplex Water Feeder 
maintains a steady 
water line 





Consider the extreme test 
given the Duplex Feeder in this 
letter—then specify and install 


McDonnell & Miller Duplex 


Feeders on your steam and 
vapor jobs. 








General Offices + Wrigley Building - CHICAGO « NEW YORK + Grand Central Terminal 
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labelled both as wet vents, he evidently gives the name to 
both vents. 

James J. Hogan, plumbing inspector of Glens Falls, 
N. Y., some time ago sent us a sketch such as shown by 
Fig. 8, in which the lavatory connection is alluded to as 
a wet vent or as a wash for the main vent line. 

In Fig. 9 we show a very common form of wet vent, and 
against which, it seems to us, the least possible objection 
can be raised. We show it in this connection because of 
the fact that in several instances that have come to our 
knowledge, it has been alluded to as a loop wet vent or 
as a circuit wet vent. 

Until we gathered the foregoing information together, 
and put it in shape for comparison, we did not realize 
how many different meanings were being applied to the 
wet vent, and we shall really be disappointed if a few 
more do not presently make their appearance. Corre- 
spondence along this line is solicited. 























ONE LETTER FOR 
AND ONE AGAINST - 
WET VENTS For That Over-Rim Job 
EFORE leaving 
B the subject of 





The Hudson No. 395 concealed over-the- 


| 

aa t think s 4 rim fixture with two-valve body (14” sup- | 

ty io sabes “~ plies) having N. P. shanks and adjustable | 
it will be instructive sd china flanges; long N. P. o’rim spout with 


adjustable china flange; concealed cast 


to give you the bene- 
connected waste and overflow. 


fit of a part of two 
letters recently re- 
ceived by us on this 
general subject, one 
of them being very 
strong for wet vents 
and the other equally 
as strong in opposi- 4 
tion. We may or may ye 
not have our own . 


, 
private opinion on ii 
- 
4 


No Panel Required 
All Hudson valves of selected red metal 
ingot, (electrically melted) and tested 
against 150 lbs. water pressure. 





HUDSON BRASS WORKS, Inc. | 
BROOKLYN, NEW YORK 




















this subject, but so 
long as the subject 


: | Support the Stack! 


‘ , 
dispute we feel en- 66 9? 
tirely disposed to 


give full credit to the 
arguments advanced INSERTABLE JOINT 
on the subject by Yy 


both sides. ae 


a 
Perhaps nowhere in BS 
America has the wet i 
vent been used to the 
same extent as in the 
city of Vancouver, 
B. C. The plumbing 
code of this city dis- 
tinctly recognizes this 


type of venting, al- pee 5 The ONLY insertable 


though not alluding joint that supports the 


; or! 
to it under that par- . 
lesen cS sige cs U— stack and holds the line 
members of the at any height in the tel- 
Schoolmaster’s Class h b 
have submitted nu- April 20, 1926 escope nub. 
merous drawings in 
the past three years Made Exclusively by 
showing the nature 
pony ard mpe SOMERVILLE IRON WORKS 
Vancouver, and we my Warehouses and Sales Offices at 
Somerville, N. J. 3637 S. Ashland Ave. 95 2 Quincy Ave. 


have each time com- T Chattanooga, Tenn. Chicago, III. Cleveland, O. 
mented on the work 300 Madison Ave., New York, N. Y. 


in question. Fig. 8 








The powerful set screws 
grip the pipe and ‘‘ takes 
up theslackinthestack.” 


Costs No More 
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Another Milestonein 
the Rising Standard 
of Heating Comfort 


$35 VECTO heats 
2 to 3 rooms 
$55 VECTO heats 
3 to 5 rooms 
$75 VECTO heats 
5 to 8 rooms 

f.o. b. Buffalo, N. Y. 





1. Porcelain enameled, ma- 
hogany finished cover, per- 
manently beautiful. 

2. Snugly-fitting ash-pan. 

3. Reinforced trussed grating. 

4. Contact faces of doors and 

fittings ground smooth. 

. Fire brick lining insures 

permanent heating effi- 
ciency. 


uw 


6. Large combustion chamber 
for easy firing. 


~] 


. Beauty of design and finish 
harmonizes with interior. 














FIVE OUTSTANDING FEATURES 


1. Circulates a steady warmth in every room. 


2. Porcelain enamel finish. 


beautiful. 


everlastingly 






























. Top grill, through which 


. Enameled flue elbow. 
. Extensive heating surface. 


. Seamless construction, 


. Shaker-hole 


3. Base grill through which 


. Nickeled handles. 





—\ 





warm air rises. 



















dust proof. 


cover plate 
allows shaking of fire while 
door is closed. 






air is drawn to be heated. 
























3. No basement ...Goes right in the living room. 


4. Clean and safe for children. 


5. Can be moved like furniture. 


6. Popular prices—easy payments. 
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OR the heating comfort of tens of thou- 

sands of American homes, and in- 
creased business for heating merchants, 
this is the most important announce- 
ment we have ever made. 


The Ideals Vecto Heater is now available in 
three sizes, heating from 2 to 8 rooms, as 
designated. The new low prices have no 
parallel in the heating industry. Our 
earnest desire has been to bring better 


ENGINEERING 


ewl DEAL 


Vecto Heater 


warmth — Vecto warmth within the 
reach of everyone, and to build up the 
American standard of heating com- 
fort. 


Fifty thousand owners today gladly en- 
dorse the Vecto. Soon thousands of others 
will acclaim it. Will you do your part to 
bring the Vecto to the people in your 
community, and earn your share of the 
increased profit? 


uw 
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Furnished in Two Colors—Pearl Gray and Mahogany 
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American Radiator Company 

10 West 40th Street, New York City 

Send me descriptive matter and complete informa- 
tion about the New Ideal Vecto and your partial pay- 
ment plan. 


ES ie eet Se 


Address. 


| 
| 
| 
| 
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EXCE 


How Do You Measure Success? 


We asked a plumber that question the other day. His 
answer was the same as yours should be. He said, 
“By the degree of my customers’ satisfaction.” 

















We asked him, then, what union he used— 


and his answer was the same as yours 
should be. He said, “EXCEL, of course.”’ 


So this man who measures his suc- 
cess by the degree of his customers’ 
satisfaction places his unqual- 
ified approval on EXCEL 

Unions because they 
make customer satis- 
faction doubly sure 

and consequent- 

ly increase 
his own 
success. 













EXCEL Unions meet 
Government Speci- 
fications No. 393, 
also listed as stand- 
ard by the Under. 


writers’ Laboratories 


Your jobber always 
has them ready for 
your call. Try 
EXCEL for the ut- 
most in strength and 
long life. 


Rees. 





PROVIDENCE FITTINGS COMPANY 


7 Water Street, Boston, Mass. New York Office: 210 E. 45th Street 


ee. 
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It is gratifying to be able to quote from a letter re- 
cently received from H. R. Simmers, plumbing inspector of 
Vancouver, the following remarks, which are commenda- 
tory of this particular type of plumbing: “The use of the 
one-pipe system of plumbing has been in operation in this 


city for the past three years, and has given every satis- | 


faction. It is based upon the aggregate of all waste en- 
tering the main waste pipe in connection therewith, but 
is only applied to wastes from lavatories or kitchenette 
sinks. We have in some of the large apartment houses 
as many as seventeen fixtures on one 4-inch stack, and 
the system works perfectly. I again quote the section of 


\ 








q 
in 





a Am & 


+ aang a 











Fig. 9 


our by-laws covering this, as follows: ‘Section 54—-Where 
vertical waste pipes receive the discharge of wash basins 
or apartment house kitchenette sinks, back-venting of the 
traps of such fixtures may be omitted; provided that the 
aggregate area of all waste entering the waste pipe in con- 
nection therewith shall not exceed one and two-thirds 
times the area of such waste pipe; and provided, further, 
that each individual trap in connection therewith shall 
not be more than two feet and six inches from its branch 
connection. Any offsets in any of the aforesaid stacks 
shall not exceed three feet from the vertical line.’ ”’ 

In direct opposition to the foregoing good word for the 
use of wet vents is the following vigorous letter from 
James McIntyre, chief plumibing inspector of Seattle, 
Wash. There is certainly no question as to which side of 
the fence Mr. McIntyre is on, as regards wet vents, and 
we are glad to make use of his contribution respecting 
this strenuous question. His letter is as follows: 

“Permit me to differ very widely with the statement at 
the head of your letter of May 5, 1927, to the effect that 
the term ‘wet vent’ has four different meanings. 





“It is true that there has been an effort on the part of | 


some writers of trade literature, as well as certain trade 
magazines, to apply the term ‘wet vent’ to a waste pipe re- 
ceiving the discharge from several fixtures connected one 


above the other, and in some cases groups of two, One | 


above the other, connected into a vertical 
without providing revents for the protection of the traps 
on the lower floors, the upper end of the waste pipe being 
extended open through the roof, or 
other vent pipe. 
the higher, fixture traps, but as far as the other traps on 
the line are concerned, the pipe below that point is neither 
a wet nor dry vent in any sense— it 
pipe from the upper fixtures. 


connecting into an- 


is merely the waste 


line of pipe | 


Such a system may serve as a vent for 


“The idea of designating such a system as wet venting 


would only add one more misleading and confusing term 
to the already over-burdened plumbing craft, and on the 
part of its advocates shows a great lack of practical expe- 
rience and observation in changing, overhauling, and re- 
pairing waste pipes that have been in service for any 
length of time, and that they have had no great experi- 
ence in cleaning out the accumulation of slime, grease, 
lint and hair with which the interior surface of a waste 
pipe becomes coated to such an extent as to fill its cross 


sectional area. Perhaps they have never 


observed the 
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It’s All About You 


The profits from Penberthy Cellar 
Drainers are too big to set them 
slip by. They’re far too important 
a part of the financial statement of 
many plumbers for you to take 
them too lightly. 


Prospects for Penberthys are all 
about you and you have only to 
show them the Penberthy to sell 
them. 


Why don’t you do it? 


Ask your jobber or write us direct 
for catalog and prices. 


PENBERTHY INJECTOR CO. 


Established 1886 


1260 Holden Ave. Detroit, Mich. 


Canadian Plant: Windsor, Ontario 





AUTOMATIC 
CELLAR DRAINERS 
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FLUSH VALVE 








Simplex Flush Valves will 
be found in the leading 
buildings of the nation— 
and in many apartments 
and modest homes. 
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STRINGER ROUGHING-IN SYSTEMS 
Save the Plumber TIME and MONEY— 


They come ready to install with no waste of material. Try 
them on your next job and be convinced of their merits. 
Manufacturers of complete roughing-in systems for either 
CAST IRON or SCREWED PIPE installations. We have 
fittings for any operati rom the smallest bungalow to 
the tallest building. 

Write for catalog of Modern and Economical Plumbing 
Roughing-In systems. 


STRINGER BROS. CO., Inc. 


1100 West 38th St. - Chicago, Illinois 
Factories: Gadsden, Alabama 
Warehouses: Chicago, Illinois, Gadsden, Alabama 


























DEPENDABLE 
Sor PIPE and FITTINGS 


Sanitary Co. of America 
LINFIELD, PA. 














Bronze 
Valves 


Gate, Globe, Angle and 
Check, all pressures, sizes 
and types. 

Send for Catalog 
The Kennedy Valve Mig. Co. 
Elmira, New York 
Branches in principal cities 
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effect produced on the traps of the lower fixtures and those 
located at intermediate points between the highest and 
lowest points, when the upper fixtures of such a system 
are flushed, that is, both siphonic and back pressure, par- 
ticularly when the so-to-be-called wet vent, or, more prop- 
erly speaking, the waste pipe, has become partly filled, as 
above stated. 

“This system of connecting several fixtures to a con- 
tinuous line of pipe, either vertical or horizontal, without 
reventing each trap separately, is not new in plumbing 
work. It is the system practiced in the earliest and most 
primitive style of plumbing work. It was not then known 
as wet venting—in fact, vent pipes were unknown to the 
plumbing craft then, but were practically forced into use 
to overcome the evil effects of such unvented systems. 

“This style of work is practiced in some very backward 
communities and rural districts where sanitary plumbing 
laws are still unknown. 

“A vent pipe in connection with a plumbing system, 
by the very nature of the service for which it is intended, 
and to properly function in that service, should be at all 
times as dry and free from fouling by sewage as possible. 
If, owing to the difficulties sometimes encountered, it be- 
comes unavoidably necessary to connect a short portion of 
vent pipe in such a way that it may become subject to 
wetting when the fixture is flushing, then surely sufficient 
unto the conditions is the evil thereof, and let us call that 
a wet vent, and consider. it an evil to be avoided in all 
cases where physically possible, but in no case should a 
system of malpractice be advocated, sanctioned or digni- 
fied by a name, as representing a system of plumbing that 
should not be permitted in a word. Let us call a vent pipe 
a vent pipe, and a waste pipe a waste pipe, thus, in a 
measure, helping to further the good work of eliminating 
confusing and misleading terms from plumbing literature 
and practice.” 

We quite agree with Mr. McIntyre’s remarks concern- 
ing the abuse of the wet vent idea, but cannot go as far as 
he does in condemning its use under all conditions, for, 
in our opinion, there are many conditions under which it 
may be used without affecting the efficiency of the work. 

There is considerably more to be said on the subject of 
confusion in the use of venting terms, and we see that one 
more article on the subject will be required to get our 
thoughts on the subject fully stated. 





‘TRENTON ASSOCIATION TO ESTABLISH NEW 
HEADQUARTERS 

At the last meeting of the Master Plumbers Association 
of the City of Trenton, N. J., the trustees were authorized 
to take new quarters for the association in the Architects 
and Building Samples Exhibition Building. There the 
body will have an office where members can meet at any 
time or may bring their clients for consultation. It is 
a:so thought that when attendance at meetings is small, 
the members can gather in the office, using the: exhibition 
hall or the library when larger meetings are held. An- 
nouncement of the date when the new quarters will be oc- 
cupied will be made in the near future. 





JOHN HENRY GARTH CALLED BY DEATH 
John Henry Garth, president of the Garth Co., heating 
contractors of Montreal, Que., Can., died Sunday eve- 


| ning, September 18, in his 71st year, following an illne<s 


of several months. The firm bearing his name was estab- 
lished by Charles Garth, father of the late John H. Garth. 
The late Mr. Garth began to fail in health about a year 
ago, and during the past few months has been confined to 
his home. He is survived by his widow and two daugh- 
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What will Todays Customers think 
ten years from now? 
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These seven features 
, put the “ Madbury” 
The “MADBURY ”—K.-2000 Lavatory of DUROCK 


in a class by itself. . . 








° 1. DUROCK will t 
dow can be no question what your cus- craze, ee aad 
tomers will think ten years from now if you es pene 
2 wipe wi a damp 
have sold them the ‘‘Madbury’’. They will al- cloth keepe it ever- 
ways be proud of it—and they will 4vow that clap 

2. All china trimmings. 

no matter from whom they bought, they could No metal to polish. 
not have purchased more beautiful, more san- 3. The ““Madbury” is 
. . : the only lavatory with 
itary, more everlasting or more economical pg gn 

be cleaned. 


bathroom equipment. 
4. Anti-Splash Rim. 


THOMAS MADDOCK’S SONS COMPANY 5. A china shield con- 


B ceals overflow opening. 
DUROCK Bathroom ©quipment 6. A single stream of 
TRENTON, N.J. water of any desired 


temperature isdirected 


toward center of bowl 
in exactly the right 
place for washing in 
running water. 


Since 1859 ~ No Name has stood for ip haat 
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is exclusively a 
MADDOCK 
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‘[ HE national preference for Sloan Royal 
Flush Valves did not just “happen.” 
Their unfailing, economical service in 
thousands of finished buildings causes a 
constantly growing number of owners, 
architects and plumbers to select Sloan 
Royal Flush Valves for building projects 
of the future. 


SLOAN VALVE COMPANY 


CHICAGO 


Denver, Colo Indianapolis, Ind. Milwaukee, Wis 


Albany, N. Y. Buffalo, N. ¥ Des Moines, low a Jacksonville, Fla Minneapolis, Minn Oklahoma City, Okla. 
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BUSINESS CONDITIONS IN LEADING JOBBING CENTERS 








Good Volume Moves Into Consumption 


LUMBING and heating contractors were busily 

engaged during ihe week and conditions govern- 
ing business have undergone practically no change 
since last week’s review as concerns demand, ship- 
ments and prices, according to reports from the lead- 
ing jobbing centers of the country. In the New Eng- 
land territory the movement of soil pipe and other 


materials used in roughing-in work looked up some- , 


what and, if this may be taken as a criterion, a good 
amount of new construction remains to be done im 
this territory. Finishing materials, however, as in the 
last 6 or 8 weeks, continue to form the bulk of ma- 
terial moving into consumption, taking the country 
as a whole. Enameled ware, pottery and cast and 
tubular brass goods show no signs of dropping off. 
To augment the volume of finishing material moving 
is the brisk demand for heating equipment being ex- 


NEW YORK 


Finishing Materials Are Active— 


Outstanding factors in the news for the past several 
weeks from different areas which are supplied with 
plumbing and heating commodities by the New York mar- 
ket varied somewhat, as many of these sections have con- 


ditions peculiar to them alone. From parts of West- 
chester County reports were gathered that price com- 


Plumbing and heating con- 
were placing bids for 


petition is much less keen. 
tractors who earlier in the season 
work at low figures are rapidly fading from the picture, 
due without doubt to the fact that they have taken on 
their capacities of jobs and, as a result, those with greater 
business foresight are getting a larger volume of work, 
the quantity of which continues well sustained. Brooklyn, 
the borough in which the spring strike of journeymen 
plumbers was most felt, still boasts of a considerable 
amount of finishing work while new building activity in 
many parts of Northern New Jersey is seasonally good 
and, as a matter of fact, this is also true of most all di- 
visions of this territory. New building of the office, 
multi-family dwelling, and institutional types, involving 
rather large expenditures, continues to be projected in 
New York City proper. 

Wholesalers seem to be handling substantial amounts 
of finishing materials but their turnovers of roughing-in 
requisites are noticeably less in volume. This branch of 
the industry is looking more closely to its credits and it 
seems that the regulation of further extensions to some 
of the trade is having the effect of curtailing tonnage 
volumes. Resale prices are not particularly strong espe- 
cially on soil pipe and steel pipe. The other major com- 
modities seem a little less affected but, as a whole, com- 
petition is such that price concessions are given when 
an order desirable because of its size is open to bidding. 


57 


perienced by makers. Shipments of range boilers in- 
creased considerably during the week, the 


price advances bringing about a large Vv lume of fresh 


recent 


orders. 

Manufacturers’ prices on the ommodities 
included this report did the 
week. In New England jobbers advanced their out-of- 
stock prices on steel pipe about 2 points. While whole 
salers are not maintaining large holdings, their sup 
their 


VarlOUs ¢ 


in not change during 


plies are sufficient to insure delweries to trade 


an ple 


as wanted. 


supplies, 


Makers, also, from their generally 
are in a position to make early shipments. 
New orders for 1,512 steel boilers were placed in 
August, as reported to the Department of Com- 
merce by 72 manufacturers, comprising most-of the 


S 


leading firms in the industry, as compared with 1,516 
boilers in July and 1,540 in June. 


of supply of manufacturers are, with hardly 
such that 
The upturn taken in the price 
is the bright spot 
the 


The bases 


an excepted instance, in condition deliveries 
may be had as wanted. 
situation of the range market 
for the week with firmly 
new sheets which most factors have issued. 


Soil Pipe 


boiler 


quotations established at 


Jobbers in some instances are apparently forwarding 
specifications on their remaining tonnage booked at the 
lower bases with reluctance. Manufacturers are insis- 
tent that this business be taken within a reasonable time 
so that the soil pipe industry can be got back on a more 
conservative footing and the price bandying that crops 
up now and again may be eliminated. The amount of 
new business reaching foundries is not large but the 
tendency is on the increase as the unfilled tonnage is 


moved, Consumption was not particularly heavy during 
the week. 


changed. 


Shipments are prompt. Prices remain un- 
Steel Pipe 


Demand for steel pipe eased off slightly during the 
seven days following the more or less brisk of the 
month activity that gave jobbers’ stocks generally a little 
greater strength than usually found in them. The 
abatement in the needs of plumbing and heating contrac- 
tors has its bearing on the of repeat 
reaching the mills from wholesalers. Mills 
ting their production in proportion to their sales and are 
Their quotations 


last 
is 
lightness orders 
are regula- 
in position to ship promptly. continue 
unchanged but the 
Mill prices have not 


firm and resale prices from jobbers 


are reported weak. 
early in 1923. 


changed since 
Wrought Iron Pipe 

Manufacturers seem to have nothing to complain of 

the seasonal tonnage they delivering this terri 

tory. Installers of wrought pipe, are 

ing into the market for this commodity at 

tervals for quantities that vary from trivial to significant. 


in 
are into 
iron com- 


in- 


though, 
irregular 
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Now — Convenience Packages 











This United Convenience Package contains 2 piece rod with perfect 
joint, in either %4 or 1-inch sizes. Extra fine quality duck curtain in 


6 ft. x 6 ft. or 6 ft. x 8 ft. as specified. All parts, including pins, are finished 
in superior quality nickel plate. 


og 









The United Convenience Lavatory Supply Package 
contains two pair of supplies, a pair of lavatory 
stops and a pair of wall flanges. All beautifully 
finished in highly polished nickel, and separately 
wrapped. Four popular styles of UNITED stops 
are shown. Any of these or any from the UNITED 


catalog may be specified for the package. 





This beautiful vitreous china shower head is 
glazed inside and out. Will not check or craze. 
Holes tapered to assure properly diverging spray. 
Head is in two parts. When face is removed, head 
proper cannot fall off. Perfectly tight fit and free 
moving joint assured by two-part ball joint, with 
ball seating on packing washer. Packed exactly as 
shown. 


Easier To Handle 
Easier To Ship 


Easier To Take To The Job 


OR the convenience of plumbers and 


Jobbers, United has created these “Con- 


venience Packages.” They make for much 
easier handling, safer shipping, and are a 
decided convenience for delivery to the job. 


Already these United Packages are receiv- 
ing an enthusiastic reception by the trade, 
not only for their greater convenience, but 


because of the sales compelling prices at 
which they are sold. 


THE UNITED-OBERNDORF CORP., CLEVELAND, OHIO 


NIE 


TRADE MARK REG. U. S. PAT. OFFICE 
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These amounts are relayed to the mills about as they are 
entered by the jobbers because of the general, none too 
strong condition of their stocks. Reports have it that mill 
production is well up for this time of year; it follows 
that deliveries are made satisfactorily. No price changes 
have been effected at mills, quotations being those estab- 
lished early in 1923. 
Enameled Ware 

Little or no moderation is seen in the good demand for 
enameled ware that has endured in this market for some 
months due to the requirements of plumbing contractors 
who are still busily engaged in many sections of New 
York setting fixtures. Wholesalers’ stocks are not heavy 
enough to carry them long without replenishments, but 
no difficulty is experienced in getting deliveries from the 
plants of makers. With the last quarter of the year fair- 
ly started most manufacturers seem well satisfied with 
their volumes when a comparison is drawn with the ton- 
nage disposed of during the same period of last year; 
however, there are makers whose deliveries into this mar- 
ket are not satisfactorily large. It is contended that 
prices, though they have not changed over a long period, 
are to a great extent responsible for this. Warehouse 
stocks of manufacturers are such that nothing is heard 
of delays in shipping. 

Pottery 

Inquiries for quotations on the items produced by pot- 
ters diminished somewhat during the week, but at the 
same time a good deal of interest was manifested as con- 
tracts were made for later delivery involving an amount 
that totals good. Considerable tonnage was forwarded 
from factories during the week in consummation of place- 
ments made some time prior to the readiness of the build- 
ings for which it was intended. Manufacturers’ stocks 
are such that no undue delay on deliveries is experienced. 
This is true when factories receive small rush orders from 
jobbers for stock. Prices have not been changed. 

Plumbers’* Brass Goods 

Some manufacturers of cast brass goods have found 
that the demand for their products has iooked up to 
some extent since the first of the month over the slight 
let down experienced toward the end of September. 
Tubular goods makers, too, seem well satisfied with the 
totaled amounts of new business and releases which 
reached them during this weekly period. Consumption 
on the part of plumbing contractors is well up and the 
stocks on the shelves of jobbers, while fairly well as- 
sorted are not considered heavy, but factories manufac- 
turing both types of goods continue in position to ship 
satisfactorily. No price changes have been announced by 
makers. 

Range Boilers 

Prices seem to have become stabilized at the higher 

levels which were incorporated in the September 26 sheet 


of one range boiler factor. Practically all manufacturers © 


whose prices were at the low point have issued new sheets 
and all seemingly have the barest minimum of coverages, 
giving the market at this writing a much better tone 
than has existed in many months and more confidence in 
both manufacturing and jobbing circles is evident. Some 
few jobbers on a chance shot placéd a few assorted cars 
with makers early last month. Prompt shipments are 
the rule. 
Boilers and Radiators 

Heating materials are in good demand throughout 
this territory as installers are busy with few exceptions. 
The stocks in the hands of manufacturers are such that 
jobbers have little or no difficulty in obtaining both boil- 
ers and radiators to promptly meet the needs of their 
trade. Prices have not been changed. 
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CENTRAL WEST 


Contractors’ Requirements 
Are Substantial— 


The territory in the Central West supplied by the 
manufacturers and wholesalers with headquarters in Chi- 
cago appears, from nearly all reports, to be in the midst 
of a very satisfactory general activity. In Chicago proper 
the contracting and other branches of the trade find no 
let-up in the activity that has prevailed for the past six 
or eight weeks. Chicago’s suburbs are equally as busy 
with construction work as the city itself, in proportion 
to their size. The same applies to a large part of the 
other municipalities supplied with plumbing and heating 
material by the Chicago market. In the country, how- 
ever, construction is in sharp contrast to building ac- 
tivity in the cities. This applies especially to new pro- 
jects, a fair amount of repair work being done in the 
rural districts. Residential construction in the many new 
subdivisions being opened on the outskirts of Chicago is 
engaging the attention of a large number of contractors 
who specialize in this type of work. 

At the present time heating contractors, almost with- 
out exception, are working at a fast pace. As is usual 
at this time, there are a large number of new buildings in 
which heating equipment must be installed. Many calls 
are also being received by contractors for repairs to heat- 
ing systems. This has been stimulated of late by the 
few brief cold snaps which forced many home owners to 
put their plants into operation for the first time this sea- 
son, with the discovery that repairs were necessary before 
winter actually set in. Factories are working at a brisk 
rate in order to keep abreast of contractors’ require- 
ments. Makers of finishing goods, as well as boiler and 
radiator manufacturers are in the midst of their busy 
season. tnameled ware makers and potters state that 
carload shipments are frequent, although fresh orders 
appear to have fallen off a little during the last seven 
days. Sellers of plumbers’ brass goods report that de- 
mand is maintaining a high level, one tubular represen- 
tative stating that ordering was in better volume during 
the week. Another commodity which has attracted much 
attention of late is range boilers, the recent price ad- 
vance occasioning a fair volume of coverages. 

Prices in general maintained practically the same level 
during the week as for the week before, no changes be- 
ing announced by makers. There are few exceptions to 
the prompt deliveries offered by most makers. 

Soil Pipe 

Contractors’ needs for soil pipe are light, few projects 
being at the stage where this commodity is being in- 
stalled. Salesmen state that this condition is reflected at 
foundries, with fresh orders coming in at a slow pace. 
Orders placed late in June, prior to the price advance 
which took place around that time, are still keeping 
makers busy making deliveries. One large foundry in 
this territory is in a position to make immediate deliv- 
eries, while two others are still behind in shipments. 
Prices have not changed. 

Steel Pipe 

One large mill representative in this territory states 
that interest among wholesalers for steel pipe quickened 
slightly during the past seven days. This is attributed 
in part to the increased requirements of contractors 
occasioned by the greater activity in the heating field. 
Wholesalers’ racks are not heavily burdened with pipe; 
nevertheless, contractors are able to secure pipe as 
wanted. Mill stocks are large and well assorted, guaran- 
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Special Notice to Plumbing 


The manufacturers whose names appear 


below and on the opposite page have author- 
ized us to send to the plumbing and 
heating contractors, upon request, their loose 
catalog sheets for use in the binders distri- 
buted through the National Trade Extension 
Bureau. 


These loose sheets are reprints of catalog 
pages appearing in ‘“‘Domestic Engineering 
Catalog Directory.’”’ They are uniform in size 
—814x10°4 inches—printed on a good grade 


I hss sch vo0 55008 68 civ tecee’ Port Chester, N. Y. 
Acme Adjustable Pipe Hanger Mfg. Co....... .Richmond, Va. 
Acme Asbestos Covering & Flooring Co.......... Chicago, Ills. 
Acme Frost Proof Closet Mfg. Co............... Baltimore, Md. 
Albrass Co... Re ee ee Coxsackie, N. Y. 
i oe eS Ee: css ecentharb ines + avesanaean Chicago, IIl. 


. Waterbury, Conn. 
.Holmesburg, Pa. 


American Brass Co.. . 
American Manganese Bronze Co............. 


UIE IE BU Oiisvy ce vcaacevccssyvesue’s Chicago, IIIs. 
ng 6 a Chicago, Ills. 
American Spiral Pipe Works.................... Chicago, Ills. 
American Steam Pump Co........ ineawien Battle Creek, Mich. 
eT Chicago, Ills. 
ce ees Bridgeport, Conn. 
Automatic Gas Steam Radiator Co............. Pittsburgh, Pa. 
CTS OE FY oR: a Boston, Mass. 
SS BE Ey Bricks beh vvrecevesncews New Haven, Conn. 


Sy pre Boston, Mass. 
oe as ee . Warren, Pa. 

. Trenton, N. J. 
ener New Britain, Conn. 


Barrett Mfg. Co., James........ 
Bashlin Co. : 
Bay Ridge Specialty Co., Inc....... 
Beaton & Cadwell Mfg. Co., The. . 


Beaton & Corbin Mfg. Co., The......... . Southington, Conn. 
I Ss UD Ws cde an icssivcccewd neue Marietta, Ohio 
CED: £55 pei cise pedese bateses Sek ee Chicago, IIIs. 
ears 650., Ti AIOE The. cocci ccscccccncveses Hudson, N. Y. 


RR Ce cK ieseds onsen pesennn east .Medina, N. Y. 
Blake Specialty Co. ea ; . .Rock Island, Ils. 
Blue Seal Chemical Co......... Ss Marae wie be aoe . .Roselle, N. J. 
Ny Ges a, BOON... 5 wa ccxcicunc cece ose ee Detroit, Mich. 
TI a ds nin oe oud ee o's % wa we ww ae Warren, Ohio 
Bradley Washfountain Co.. . .Milwaukee, Wis. 
ME cecckeigsthevsscsuseestosevene Boston, Mass. 
Bridgeport Brass Co........... eebsekanee Bridgeport, Conn. 
Brunswick-Balke-Collender Co., The.. . .Chicago, Ils. 
Buffalo Gas Radiator Corp. ..No. Tonawanda, N. Y. 
Burnham Boiler Corp . rich mines . Irvington, N. Y. 
ES Kiana vik anes tee Ko eee Minneapolis, Minn. 


NG Bs o> boa wie : nt Oe ee eA Lorain, Ohio 
CN Se SU ER cider swdtveccsavebaabls Gowanda, N. Y. 
CE NS PEER, i555 0dcesenrenncrsranee’ Detroit, Mich. 
Carty & Moore ew ae Co. veveoeeem Detroit, Mich. 
Case & Son Mfg. Co., W.A...... os chante ae Buffalo, N. Y. 
Celina Mfg. aaa Stiles oa wae ee ae ..Celina, Ohio 
TT CTO eee ree New York City 
SN SOR UD. cs cc cee si bewnsccebecr Pittsburgh, Pa. 
on we awa eceee an eke Syracuse, N. Y. 
ee eee err Chicago, Ills. 
Chicago Granitine Mfg. Co..............00000ee Chicago, IIIs. 
Chicago Pipethread Machine Co.......... exe Racine, Wis. 


Bea Cleveland, Ohio 
fivivabeweacue Cleveland, Ohio 
iWeb eek sie Rien McKeesport, Pa. 
. .Detroit, Mich. 


Cleveland Brass Mfg. Co., The... 
Cleveland Heater Co. ; 

Columbia Radiator Co..... 
Commonwealth Brass Corp............... 


Compound Injector & Specialty Co......... : .... Chicago, Ills. 
INIT BOGE TVOGIED, 0.6 ooo Sc ec webeaveweccns Latrobe, Pa. 
Continental Heater Corp......................Dunkirk, N. Y. 


Orr Brooklyn, N. Y. 
Crampton-Farley Brass Co.................. Kansas City, Mo. 
Se Oe GAG. ns cs bunbeceden\écaeue covet Pittsburgh, Pa. 


of light paper and punched to fit the binder. 


If you have the binder and desire loose 
catalog sheets, write Domestic Engineering 
Co., 1900 Prairie Avenue, Chicago, on your 
letterhead, giving the names of concerns 
listed below whose lines you are interested in, 
and we shall be glad to send you the sheets 
without charge. If you are not using the 
binder and wish information regarding it, 
write to the National Trade Extension Bureau 
of Evansville, Indiana. 


eS RE SC eae ns Pe oa Rie Philadelphia, Pa. 
GN EE ok cc ccccccasseticcarent Chicago, Ills. 
Cottin Value Go; A. Ponce cic ct vis doen Medford, Mass. 
Cores Oy Curtis 90.5 De... .. soos cy caertvs Bridgeport, Conn. 
LO en ee Salt Lake City, Utah 
Oe ar South Boston, Mass. 
atl Moest Products Co... ....~.. 22 ones ccccsvcseun Lansing, Mich. 
ON NO I Na: 0.0 bins 0.654 2h 0 wa daca gions Providence, R. I. 
Davis Engineering Corp.........0ssssceseeees New York City 
POUT WINS si asso sc scnccapevesusepetsan Decatur, IIIs 

NI oc he con on ecu ycewnnn sectn Boston, Mass 

Se "2 or ee pert Detroit, Mich. 
oo A a rr Detroit, Mich. 
SPREE SANE ool iiein onc aicleick oad es sleuw se sn eae Reading, Pa. 
Oe ee re Birmingham, Ala. 
Dixie Metal Products Co., Inc.............. Birmingham, Ala. 
Be II ves vsicccccncccescersdeege Chicago, III. 
CORI Be TOG ATID: 6 occa enccsepeveanesas Cleveland, Ohio 
TE is cigs n'ph bh nen eebe wv ataeee Malden, Mass. 
RPE SE EDs ouinccekns 6essachsnet avin doas'ue Chicago, IIls. 
RE Sas 5 zis ana ess WAR Maha donee Berea, Ohio 
phere Pee yy 9505 TAD, 6 ncn so co's Sg atesente Boyertown, Pa. 
Ebinger Sanitary Mfg. Co., D. A.............. Columbus, Ohio 
Hoonomy Tent ICO, 5 «2.09.08. 6.9:5)0:0:9.08.0,9'9 0654085 Chicago, Ills. 
Economy Pumping Machinery Co..............+: Chicago, III. 
Electro Engineering Co., Inc............- Richmond Hill, N. Y. 
tata acinhs ae des edhv echo venkewee Ford City, Pa. 
I NN RS on once we a v5 d.6 stew ised eeee Elkhart, Ind. 
Eaterprise Brass Works... ... 2. .ccccccsssicrs Muskegon, Mich. 
ICI SOIR. Eon. cow ow: 00 0e'ns 0'e.0 0) wad South Boston, Mass. 
ee SPT TOT ORL ERT Toe Pittston, Pa. 
UE AO AUN, oa. 40.9 oe siaen ned ogee ne tda% Boston, Mass. 
GUND PONS COED.. ooaes seccceevivesscoees Buffalo, N. Y. 
NN iin icdd osenebonvenseteiaeg Exeter, N. H. 
8. bees keene aie eke a Boston, Mass. 
oe er ee ee Chicago, Ills. 
Er rT rr ree Dickson City, Pa. 
Gerstein & gg ienbtiichwabweekdikhenwe mak So. Boston, Mass. 
CO SS er ee i South Boston, Mass. 
6S OE? ML Ree ee eee een n es Rochester, N. Y. 
EE NE MUN: sis sscvratecvade aes Seneca Falls, N. Y. 
Grand Haven Brass Foundry............ Grand Haven, Mich 

C&A er eer re me .Hatfield, Mass. 
Greenfield Tap bs Die Corp.. : cpeainss hla Greenfield, Mass 

NS SE Ser ea Providence, R. I 

Haas Co., Philip EAs. Gile wanda oicn Radke ede as Dayton, Ohio 
Hammond Miraes Wortles. . . 66. cece cc cese Hammond, Ind. 
OIE SO 6 o0.5o 5 3 Kv o6 0 Scar eww edad New York City 
SN NO id's 9-0 weap 0.4.9.9 80910.8 6200 948-40 eee ees Erie, Pa. 
Healey Brass Foundry Co., Peter............. Evansville, Ind. 
ee eS Seer er St. Paul, Minn 
NS PO rt .Grand Haven, Mich. 
ee errr rrr ree New York City 
ON PP re te er. ree Newark, N. J. 
NY SS RNs bo sods bee Sea o's we bees Valley Falis, R. I. 
RIN UIIING NI Gois's os biette.id wwe. d stale was Netw DCs opines Erie, Pa. 
Re MEE NO a ssirsieoo5:0,9 osstn de kw oie Kipe es Holyoke, Mass. 
Honeywell Heating Specialties Co............... Wabash, Ind. 
PRO HEDOINE SOD. sb oc bvcabap ce sdceses’s Cleveland, Ohio 
Passions Gipies Wess, EMBs. one veccscccsysovl Brooklyn, N. Y. 











October 15, 1927 


DOMESTIC 


ENGINEERING 


and Heating Contractors 


Illinois Engineering Company................200% Chicago, Ill. 
pe OP ere Chicago, Ills. 
Ireland & Matthews Mfg. Co...........00eeeees Detroit, Mich. 
J. R. S. Specialties Mfg. Co., Inc............ Patchogue, N. Y. 
Pe Ee eee ee EE rice Lexington, Mass. 
a Pe eeeee td Pee eee eee New York City 
BS ae a ae pe ee New York City 
NE 3 iid casa c0se' 8 A456; 40 0m 9: seve we Detroit, Mich. 
Pie a | 7 re Boston, Mass. 
Pf 3 Tae Baltimore, Md. 
Josam Mfg. Co....... Mpc rrene 44 of oate .++++Cleveland, Ohio 
Juvenile Wood Products, Inc................ Fort Wayne, Ind. 
RE MOGs BUR: 06 vc eccecseséoecseas Newington, Conn. 
Ok 1 “ee Grand Haven, Mich. 
SO a, A rear Baltimore, Md. 

eer Elmira, N. Y. 

Kenney-Cutting Products Corp................ New York City 
ig a nt gin: sas 6,40, a v'ioin wo v.o,0)4 010.0 od Irvington, N. J. 

I UI gis is oo sc accede cis opesucy 50 Erie, Pa. 
Revetene POM. COi. isis aac cdecceandeves Trenton, N. J. 
RR Se er en ee ee Philadelphia, Pa. 
I ss calle As ad ad ba 9000 10 a8 ws 008 Tell City, Ind. 
Kokomo Sanitary Pottery Co................... Kokomo, Ind. 
Kortick Manufacturing Co................ San Francisco, Cal. 
MN Ng Bre EBs Sin 5c Son esse cc cdecesecs Jersey City, N. J. 
Mopetprmabet BEE. COs... ok cece ct ct csicecetoecs Dubuque, Iowa 
Kupteste Poundry Co., Johr C... . sos... sicecesc St. Louis, Mo. 
Lambertville Pottery Co..........eeeeeee0s Lambertville, N. J. 
Landon Radiator Company. .. ..North Tonawanda, N. Y. 
I Gs coos do aec ice dacvdies eoecena Chicago, Ills. 
SN eg ND Is ices 6 0 6 00. 6.0:0% 000 cidwen vi Cincinnati, Ohio 
Ns 5 6,5 6.i. 9.4 66.6 0arn'd.0 30.6 mle alee se Cleveland, Ohio 
co a eee Orange, Mass. 
we EES ee ee ee Boston, Mass. 
Bo ee Providence, R. I. 
ee ae Buffalo, N. Y. 
Lissberger & Son, Inc., Marks......... Long Island City, N. Y. 
Little Giant Mfg. Co........c0e0. Bienes ve Minneapolis, Minn. 
Luzerne Rubber Co., The..............-00. .. Trenton, N. J. 
Malleable Iron Fittings Co.................. Branford, Conn. 

ON Sc ace cece sei envesusaet Garwood, N. J. 

emitted Re. a he ee Grand Rapids, Mich. 

McRae & Roberts Co., The. .............0000.: Detroit, Mich. 

Maddock’s Sons Co., Thomas Ee er ree Trenton, N. J. 
Manning, Maxwell & Moore, Inc............. New York City 
Mfg. Equipment & Engineering Co......... Framingham, Mass. 
MG es ond wd vdeceee ved eéeed Owensboro, Ky. 
Marvel Machine & Brass Works.............. Cleveland, Ohio 
Meneley-Diederich Co., Inc..................Los Angeles, Cal. 
I i ony 5.6 c o5's vbw ans au 4 00 wale ee Bay City, Mich. 
oo eT ee ee Milford, Mass. 
tee, Le © Se Milwaukee, Wis. 
Minneapolis Heat Regulator Co........... Minneapolis, Minn. 
Misener & Irving Mfg. Co., Inc.............5. Syracuse, N. Y. 
PEED CDG, 5 os ccdcetccseccocneeeeds Harrisburg, Pa. 
a io cw saw ae 0.s0 0s neue hele Reebe Racine, Wis. 
SE TD a 0.5.5 6.5.06 6 ties ewesesvaedomes New York City 
I i 0 52 aca ou try 0 0 0:8 Wen ea Chicago, Ills. 
Muller & Son, Edward.................... North Bergen, N. J. 
Dias Mapineering Co.s.. ccc ccscecccccceccs So. Norwalk, Conn. 
wl A errr New York City 
National Steel Tank & Mfg. Co................. Bradford, Ills. 
TIN AIG, 6 occ ap si ccvacsvesesvanes New York City 
RN io cbs bbwevbivv bass nessewsaae’ Irwin, Pa. 
Niagara Radiator & Boiler Co........ North Tonawanda, N. Y. 
Northwestern Chemical Co., The............... Marietta, Ohio 
Nustone Products Corp...........cccccccess Union City, N. J. 
Nye Tool & Machine Works.................... Chicago, Ills. 
airs Sloe slo v's sob aacidawla cae Mansfield, O. 
SPM SECO s, TIDY 6.6.5.5 '.0 05-0 vic osc. 000 0-00 Columbus, Ohio 
TO iia e i vicesi04so ers se en docoweetl Chicago, IIls. 
PU EEE es wvSire dace sce secnsees beets Newark, N. J. 
Penn Engineering Co., The................-. Philadelphia, Pa. 
IR oss bine vas de ase panencnen Cleveland, Ohio 
Phoenix Brass Woundry.............cccccsses Irvington, N. J. 
Pittsburgh Engineering Co................... Jeannette, Pa. 
Plummer-Huff Company..................... Napoleon, Ohio 
oS ue ew wicw ie owe pelea 400 Los Angeles, Cal. 
eS a rer Boston, Mass. 
PU MINE COps sc raccccccccusnseencogeens Chicago, Ills. 


Providesté Fittings Co., The...........ceeeee08 Boston, Mass. 


Randolph-Clowes Co., The................. Waterbury, Conn. 
po Le a OS | re New York City 
PORMIEITONE WOPKEir4 v0 i.e sscce sce sees neice Reading, Pa. 
erect ki 681s bss edctcueebsbencenis Erie, Pa. 
are Denver, Colo. 
Reinhart Mfg. Co., EdwinG................ .Cincinnati, Ohio 
Wehode Tetand Pittings Cow... 2... ccc cscs Providence, R. I. 
Richmond Engineering Co..................... Richmond, Va. 
Richmond Foundry & Mfg. Co., Inc............Richmond, Va. 
PRACUMMONG Pe MIMEOP Ok so. ccs ace cee se ces New York, City 
Ridge Tool Co........... piuliketnackisentanedes Elyria, Ohio 
Riverside Foundry & Galvanizing Co........Kalamazoo, Mich. 
Roberts Brass Mfg. Co., The...................Detroit, Mich. 
ee ly Cleveland, Ohio 
Rockford Brass Workes.. .........cccccccccccce Rockford, Is. 
po ao es ye re Cleveland, Ohio 
Mumsey Pump Co., Léd.. «0.5... ces cevecs Seneca Falls, N. Y. 
Russell Mfg. Co., Inc., John M.............. Naugatuck, Conn. 
Russell & Co., W. Asicccccrcssccccvcccecnvens New York City 
oS ory ke 
Ii ah rhea ae ci nottiaceiabweade Cleveland, Ohio 
Sanitary Bath Curtain Mfg. Co., Inc......... New York City 
Sc civ ois dice sacn 6's 4.00%, oe wecaalee Boston, Mass. 
I ais ois ny ain be a 6k O O00 Bo ee 6-0 8:00 New York City 
ee ho a : Oakmont, Pa. 
ee TE I Cis go oo ov cccc icine sekonctiecs Detroit, Mich. 
Sherwood Brass Works...........sssescecesees Detroit, Mich. 
ory sci pices ste veocrceaeaaell Chicago, Ills. 
ee CANT nos ceccvechdecesevecedens Chicago, Ill. 
Se Me is MONON osc ccc cccaccoevesss New York City 
ES ere ree re Brooklyn, N. Y. 
Semen, bP emile Gy Beet Cou... ccc ccc ccc ce ccces Camden, N. J. 
MI Ie os cs dca cdccuccscscisce Boston, Mass. 
Standard Water Systems Co. of N. J...........Hampton, N. J. 
CS SE OC Oo ee ree Detroit, Mich. 
Sterling Faucet Co......sccccccccsccess Newcomerstown, Ohio 
I IONGCGK. 5 6c ic cnicitcesiecavcenday Chicago, Ills. 
IIMS, ci cccevenicceedsevsewever Pen Argyl, Pa. 
EE EE ee eer ree er Chicago, Ills. 
eS SO Medina, N. Y. 
ee ee BP er Warren, Ohio 
OG PICO MNE CO... cca ccccccesccsucecses Chicago, Ills. 
po oe, ME ae er eee eee eae oe Philadelphia, Pa. 
NE fines kale coe bub bode he axle wees Newark, N. J. 
Thermal Appliance Co., Inc..........60.0eee es New York City 
Tillery’s Little Janitor es ns wks Newark, N. J. 
Toledo Pipe Threading Machine Co.............. Toledo, Ohio 


Trageser Steam Copper Works, John......... 


Trenjer Specialty Co... . 2... .ssecee. 


Trenton Brass & Machine Co.................. 


New York City 
ik pacshale in Trenton, N. J. 
. Trenton, N. J. 


TEGO PROGR MO ccc cect cbcccecies Westfield, Mass. 
Universal Smokeless Boiler Co................. Ravenna, Ohio 
Van Arnam Mfg. Co..........+++s+00+0++++-Fort Wayne, Ind. 
———_ A eee cer re Willimantic, Conn. 
Vinco Co., Inc.. Se ere ere een err New York City 
Vogel Co., Joseph A ‘Te Del. 


Wade Iron Sanitary Mfg. ‘Co. 
Walker Dishwasher Corp.. a 
Walworth Company................. 


Svar aes . Chicago, Ills. 


. Syracuse, Pes Be 


re Boston, Mass. 


Ware Coupe & Nipple Co... .. 2.6.5 eect Ware, Mass. 
Warnock Manufacturing Co................. Worcester, Mass. 
Warren Tool & Forge Co.........ccesceccceeees Warren, Ohio 
Washington Metal Products Co........ epee” C. H., Ohio 


Wesely Co., Chas. os 
Wessels & Sons, D. D... 


Western Wire Products Co....... ; : : , 


Wheeling Machine Products Co. 
White Flushing Valve Mfg. Co........ 
White Steel Sanitary Furniture Co... 
Whitlock Coil Pipe Co............05 
Wilke Mie. Cos, S........ccscccecens 
Williams, George E..........0.e0ee0- 
Williams & Co., J. H......... 
Wood Mfg. Co., John..... 


Woodward-Wanger Co... .......cccscccccces 


Worcester Brush & Scraper Co. 
gal SO a a ae 
Yeomans Brothers Co...........+-.+. 


Yost Mfg. Co........c0ceceececevees 


Chicago, Ills. 
Detroit, Mich. 
Trrtce St. Louis, Mo. 
. Wheeling, W. Va. 
Cw iaatecmaraa Denver, Colo. 
...-Grand Rapids, Mich. 
Hartford, Conn. 
ee teanbed Chicago, Ills, 
ehicasate Minneapolis, Minn. 
Soak wa Buffalo, N. Y. 

. Conshohocken, Pa. 
Philadelphia, Pa. 
Worcester, Mass. 
New York City 
Chicago, Ills. 
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teeing prompt deliveries to jobbers. Prices are firm and 
have not changed. 
Wrought Iron Pipe 

iron pipe business in the Chicago territory 
maintain a very satisfactory level, accord- 
ing to makers. New projects requiring pipe continue to 
open up fairly consistently, and activity at mills and 
among distributors is fairly brisk in supplying material 
for these undertakings. Wholesalers are adhering rather 
closely to their close range buying policies, depending on 
the prompt deliveries offered by mills when extra large 


Wrought 
continues to 


orders tax their stocks on hand. Mill prices are firm 
and have not changed. 
Enameled Ware 
One large maker’s representative with headquarters 


in Chicago, and whose territory extends over an area of 
several hundred miles from the city, states that August 
was the best month experienced by his firm in this terri- 
tory so far this year in the number of new orders, This 
same maker states that carload orders have not been as 
frequent during the past two or three weeks as during 
the latter part of August and the first part of September. 
Shipments, however, both of carload lots and of smaller 
quantities are still good. Deliveries in general are fairly 


prompt. No price changes have been announced. 


Pottery 


Salesmen in this territory representing makers of 


vitreous-china plumbing fixtures state that business is 
continuing along almost the same lines as last week. 
New orders for staples are reaching makers in a fairly 


satisfactory volume. Wholesalers, for the most part, are 
not buying in large quantities, limiting their purchases 
to requirements that are almost certain within 
the next 30 or 60 days. The demand for specials is also 
Deliveries on staples are not being delayed 
Prices have not changed. 


to arise 


fairly good 
at potteries. 
Plumbers’ Brass Goods 

One maker states that the past week witnessed a slight 
flurry in tubular goods, after only an 
average call during the week before. Taking the Chicago 
market as a whole, little change is apparent in demand 
Wholesalers are 


new orders for 


or shipments from the week previous. 
not anticipating their requirements, and orders reaching 
makers are mostly for small quantities. Makers have 
little or no difficulty in supplying contractors with both 
cast and tubular brass goods. No price changes were an- 
nounced by makers during the last seven days. 

Range Boilers 

Those makers whet advanced prices on October 1 state 
that wholesalers hive covered for a fairly good volume 
of range boilers at the low price level. Activity is quite 
brisk at factories, makers being busily engaged in mak- 
ing shipments of coverages. All makers who were at 
the low price level have advanced their quotations, and 
the market appears quite firm at the new level. Whole- 
salers aré in a position to make early deliveries to their 
customers. 

Boilers and Radiators 

A good demand prevails in this territory for all heat- 
ing materials. Contractors, with few exceptions, are 
busily occupied. Specifications against blanket orders 
continue to reach makers in good volume. Stocks in the 
hands of makers are, in general, fairly large, and early 
deliveries can be had on most items. Prices are firm and 
have not changed. 

The Oklahoma Plumbing & Heating Co. of Enid, Okla., 
has been awarded the plumbing in the erection of 
the dormitory at West Oklahoma Home for Dependent 
Children, Helena. 
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MIDDLE ATLANTIC 


Optimism Increases — 


A more optimistic feeling prevails among wholesalers 
in the Middle Atlantic section than a short time ago, 
this applying especially to the territory around Philadel- 
phia, where there is a briskness to demand that was not 
in evidence during the first half of the year. Many are 
now predicting that the last six months of 1927 will com- 
pare much more favorably with the same period of 1926 
than the earlier part of the year did with 1926’s first 
six months. There apparently is a considerable amount 
of work projected, many manufacturers who keep their 
fingers on the pulse stating that architects are now busily 
figuring enough jobs to insure a fair amount of business 
of the type that comes from architects’ specifications. It 
is also said that some of the speculative builders of resi- 
dences who have been holding off from building homes 
are again getting into the market, not with plans for huge 
projects, but with sufficient residences planned to aid 
volume materially. 

The week just closed was marked by no great change 
in conditions, except for the previously noted increase 
in optimism among both wholesalers and manufacturers. 
Business for the plumbing contractor is said to be taking 
a turn for the better, and heating contractors are natur- 
ally busier as the heating season gets under way. Close 
buying for quick turnover continues to be the policy of 
the average wholesaler, while most manufacturers of 
goods covered by this report can ship promptly when the 
distributor comes into the market. Prices did not change 
during the week. 

The demand level in various sections of the territory 
still is uneven. For instance, in the coal regions it is 
stated that Harrisburg and Allentown are enjoying fairly 
good business, while conditions in Reading and Lancas- 
ter, two other key points, are not as good as in the other 
sections. 

Soil Pipe 

Conditions in the soil pipe market change little from 
day to day, the most noticeable difference being the 
gradual reduction of stocks on hand in wholesale estab- 
lishments and a corresponding reduction in the business 
still on the books of those foundries which have not 
shipped all the pipe ordered by wholesalers some little 
time ago. As some of the distributors’ stocks approach 
the vanishing point, they are prone to order in LCL 
shipments from nearby foundries, and few of them have 
yet appeared in the market with requests for shipments 
of more than carload lots. Prices appear to be holding 
fairly firm. Early deliveries are current. 

Steel Pipe 

A slight lull was felt in demand for steel pipe during 
the past seven days. October is not noted as being an 
especially good month for sales of steel pipe in this terri- 
tory. But the considerable volume of building which is 
expected may contribute to slightly larger tonnage than 
the first week’s average would indicate, in the opinion 
of sellers. Neither mill nor wholesale prices have 
changed. Quick shipments of hurry-up orders can be made. 

Wrought Iron Pipe 

One mill reports a slight upturn to demand, this re- 
vival of interest following a rather slow September. An- 
other interest which had a satisfactory volume of both 
sales and shipments during the preceding 30 days finds 
that the usual condition of slackened activity during the 
first part of the month still persists. Mill prices are on 
the same level. Quick shipments can be made. 
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Last Call 


to Manufacturers 


to Catalog Your Lines 
in the 1928 Edition 
of 


Domestic Engineering 
Catalog Directory 


RODUCTION work on the 1928 (Sixth 

Edition) of Domestic Engineering 
Catalog Directory will soon be completed. 
There is still a limited time in which to in- 
clude your catalog if you decide to have your 
line represented. 


Your catalog in this Directory will place it 
on the desk of practically every wholesaler 
and other quantity buyer of plumbing and 
heating supplies in the United States at a 
fraction of the cost of producing a new cata- 
log. It also affords you the advantage of 
revising and keeping your catalog material 
up to date. 


In addition you can participate in our 
loose-leaf distribution service, through which 
your catalog sheets are furnished to jobbers 
for use in their salesmen’s binders. 


Published by 


Domestic Engineering Co. 


Directory Department 


1900 Prairie Ave. + + Ghicago, Ill. 
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You Cannot Afford to Miss 
This Opportunity 


If you will send us by return mail your 
catalog or complete descriptive matter, our 
Catalog Department will make up a sample 
layout, without any obligation on your part, 
and estimate the number of Directory pages 
required to cover your line. This will be 
submitted together with rates, for your 
consideration. 


It will be necessary for you to ACT AT 
ONCE, as the time is short in which to get 
your catalog matter compiled and _ proofs 
approved before our Directory forms close. 


Clip and Mail the Coupon NOW! 








Domestic Engineering Co., 1900 Prairie Ave., Chicago, III. 


We are interested in your Directory Plan and are mailing 
you literature describing our line. Please advise us, without 
obligation, the number of Directory pages required for our con- 
densed catalog, also the rates. 


See Be Re Cie ee pa Aerie 


Street .... 


| ee eee eee .. State 
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Enameled Ware 

Enameled ware business generally continues to be bet- 
ter than fair, with one or two producers calling demand 
good. teports from various makers continue to vary, 
with one stating September was the best month of the 
year, and two reporting less shipments during that month 
The need for ware by plumbers who 
demand, 
very 


than during August. 
are finishing up on 
the 


quickly, 


a snap to 
goods shipped 
stocks designed to 
not been 


jobs is creating 
average wholesaler needing the 
Most manufacturers have 
make prompt shipments possible. Prices have 
changed. 
Pottery 

There is a considerable consumption of pottery in this 
market, and most of the vitreous-china firms are shipping 
a good quantity of ware into both the larger centers and 
The quality of demand during 
October by 


the smaller cities as well. 
maintained so far 
There have been no announced 
price changes, and in general firmness is shown, One or 
two of the larger makers are running their plants almost 
full this figure, 
building up staple stocks to such a point that early ship- 


September is being into 


representative potters. 


time, and others not far below and are 


ments can be made. 
Plumbers’ Brass Goods 


A lack of snap is felt in demand for cast brass goods, 
it is said by several representatives of prominent manu- 
facturers, and apparently the call for tubular products is 


livelier than it is for cast at the present time. More 


firmness is shown in prices of tubular goods from week 


to week, while it is said that the opposite is true of cast 
products. The total volume shipped into the market 
continues to be fairly satisfactory. There are few delays 


in shipments, 


tange Boilers 


Orders covering periods ranging from 30 to 60 days 
are being filled by some of the manufacturers who in- 
creased prices the latter part of September, it is stated. 
However, several makers have refused blanket orders for 


Considerable 


Ample fac- 


boilers which do not carry shipment dates. 
business was placed under these conditions, 


tory stocks aid in making prompt shipments. 


Boilers and Radiators 
As the heating season swings in, manufacturers are 
beginning to feel its benefits, and an active demand is 
reported by several makers. Others, who have not yet 
been helped by the season to any extent, still find that 
October is holding up so far with last year’s figures. 


deliveries, and firm prices still feature the market. 


NEW ENGLAND 
Wholesalers Advance Steel Pipe— 


The 


this 


Early 


throughout 
week has inspired 


weather which prevailed 
the 


mid-summer 


section during past with con 
have been undetermined 
had advanced too far 


It is true 


those who 
the 
for the commencement of building operations. 
that the number of permits issued in most cities and 
but if the 
materials necessary 


may be 


fidence to go ahead 


as to whether or not season 


movement of 
for roughing- 
construction 


towns show steady recession, 


other 
criterion, it 


soil and of 


pipe 
in work is a said that 


just started is still an important factor. However, 
the the plumbing in- 
dustry is in finishing goods, of which there is an excep- 
tionally good volume moving. Wholesalers are turning 


over their stocks of enamelware, pottery and brass goods 


being 


main interest of those engaged in 


in quite satisfactory measure, while continued improve 
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ment in disposals of boilers and heating 
ment are also noted. 
Conditions governing 
iness in this territory have undergone practically no 
change since last week’s report. Probably the most 
noticeable feature was a 2 point advance in jobbers’ out- 
of-stock prices of steel pipe. No other price 
announced but infirmities in quotations of 
goods boiler and radiator manufacturers still 


While wholesalers are not stocking ahead of their actual 


range equip- 


the plumbing and heating bus- 


changes 
were brass 
and exist. 
requirements, the quickened demand has occasioned sub- 
stantial increases in their holdings of many commodities. 
This is naturally reflected in makers’ sales, most of which 
reported as holding up Little difficulty is ex 
in the way of securing quick shipments from 


are well. 
perienced 
sources. 
Soil Pipe 
One manufacturer has reported that the past week, in 
comparison with those preceding, has brought to him a 
larger amount of new business than 


for this season of the year. 


he had anticipated 
Other makers state that their 
bookings reflect the seasonal decline in demand. Rough- 
ing-in commodities have given way to the more rapid 
movements of finishing materials, and wholesalers 
consequently neither anticipating their future needs nor 
Quick 


assort- 


are 


largely increasing their present stocks of soil pipe. 
foundries guarantees good 
Prices are firm and unchanged 


delivery service from 


ments in jobbers’ hands. 
Steel Pipe 

The comparatively long continued even tenor of steel 

pipe quotations was interrupted during the past 

of readjustments in 


week by 
announcements distributors’ out-of- 
stock prices, which incorporated a 2 point advance. Mill 
bases have not been changed. The tonnage moving from 
wholesalers’ warehouses shows gradual 
provement, for stocks at jobbing centers are being well 
upheld for an anticipated good demand from the heating 


sources to im- 


trade. Shipments are granted as requested in most all 
cases. 
Wrought Iron Pipe 

One mill representative, who had received considerable 
volume during the closing days of September, has found 
this month up to the present writing rather dull. 
ties of the average maker are not over-taxed, for distribu- 
ordering ahead but are confining their pur 
Even 


Capaci 


tors are not 
chases to the satisfaction of their present wants. 
though small-lot buying is in favor, wholesalers, accorded 
prompt shipments from mills, are maintaining evenly bal- 
No price changes nor interruptions of the 
market trend are evident. 


anced stocks. 


firm 
Enameled Ware 

The majority of makers are apparently well pleased with 
the upturn in demand which the past several weeks has 
evinced. As the number of residences and constructions 
of larger nature, which are ready for finishing material, 
movements of to and from whole- 
salers’ stocks assume sizeable proportions. Jobbers, how- 
ever, are not ordering at random, but are closely gauging 
their disposals in view of maintaining well balanced and 
approximately 30-45 day stocks. Factories have sufficient 


increases, enamelware 


supplies on hand to make early deliveries. No pric 
changes have been announced, 
Pottery 
interest in 
throughout 


this has 


the past 


commodity 
week 


Plumbing contractors’ 


been well sustained according 


to jobbers’ reports. Demand for special and staple ware is 
almost equally brisk and shipments from potteries, espe- 
cially of the latter, are considerably heavier than they 


(Continued on Page 80) 
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Automatic Non-adjustable 
All Metal Thermostatic 


VACUUM VALVES NO.2 


The Dole Valve Company, 1913-33 Carroll Ave., Chicago, IIl. 


nyt 
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LARGEST MANUFACTURERS OF TOILET SEATS IN THE WORLD 




















Never-Split 
Coloro 
Series No. 1200 


Never-Split 
Perma-White 


No. 1045 






































Sheet Pyralin 


Covered 
































yy 
Styled to the Newest Vogue 


In Bathroom Decoration 
Seats in permanent color as well as glistening snowy white 





























The sparkling beauty of Never-Split Seats is 
a direct response to the present demand for 
greater beauty in bathroom equipment and 
decoration. No finer seats were ever made than 
the Perma-White and Coloro, and they offer 
unique opportunities for completing harmonious 
decorative effects. 

These seats are covered with extra heavy 
sheet pyralin, reinforced at points of wear; the 


Perma-White in glistening white; the Coloro in 
pastel blues, greens, yellows and brighter shades. 


No splitting, cracking or peeling. Washing with 
hot or cold water and soap won’t effect the color. 
Sizes and models for every type bowl. Fittings 
correspond in excellence. Crodon plated hinges 
if desired. No metal on top or bottom of seat. 


Send for our newest catalogs and information 
about the trade-building service on the Never- 
Split complete line. 

NEVER SPLIT SEAT COMPANY 


(Founded 1905) 


Department 210 Evansville, Ind., U. S. A. 





Strikingly beautiful decorative effects can be 
obtained with this glistening black hard rubber 
seat. And it is the ideal specification where hard 
usage is + — eae ag tered pred is im- 

portant. Molded by the patented Evernu process 
Seats it is practically indestructible. No joints. No 
seams. Diluted alcohol won’t harm the highly buffed surface. 
Mahogany finish as well as black. Models for every type of bowl. 






eer lil 


: 


Everlasting Hani Rubber 





f 


NEVER-SPLIT SEATS 


** Perma-White” ** Coloro” White ** Varnished Wood 
Sheet Pyralin Tinted Sheet Pyralin Sprayed Pyralin Patented Construction 





“Evernu” 


Hard Rubber 
































WEIL-McLAIN CO. TO CONSTRUCT NEW PLANT 
The Weil-McLain Co., of Chicago, Ill., and Michigan 
City, Ind., manufacturers of boilers, will construct a new 


foundry at Erie, Pa., where about 250 men will be em- 
ployed. The Weil-McLain Co. has purchased eleven acres 
of property and also the Miner-Morse drawn steel plant, 
which has been closed since the war. Work on the new 
foundry will commence in the very near future, according 
to officials of the company in Chicago. 





A. S. H. V. E. ANNOUNCES NOMINATIONS 

The nominating committee of the American Society of 
Heating and Ventilating Engineers has submitted the fol- 
lowing list of nominees to the members for voting: for 
president, A. C. Willard of Urbana, Ill.; for first vice 
president, Thornton Lewis of Philadelphia; for second 
vice president, L. A. Harding of Buffalo, N. Y.; for treas- 
urer, W. E. Gillham of Kansas City, Mo. Nominees for 
the council included: three-year term, H. H. Angus of 
Toronto, Ont.; N. W. Downes of Kansas City, Mo.; Roswell 
Farnham of Buffalo, N. Y.; F. B. Rowley of Minneapolis, 
Minn.; for two-year term, Willis H. Carrier of Newark, 
N. J.; Charles V. Haynes of New York City; John Howatt 
of Chicago, and W. T. Jones, Newtonville, Mass.; for a 





one-year term, J. J. Kissick of Cleveland, Ohio; E. B. 
Langenberg of St. Louis; J. F. McIntire of Detroit, and 
H. Lee Moore of Pittsburgh. The committee is made up 
of; E. K. Campbell, G. A. Dornheim, H. M. Nobis, M. 
F. Thomas, J. M. Frank, R. C. Bolsinger, Alfred Kellogg, 
E. C. Evans, J. R. McColl, C. G., Buder, H. J. Sperzel, W. 
F. Noll and C. W. Farrar. 

The present council also announces the following nom- 
inations for members of the committee on research for a 
term of three years, to succeed those members whose 
terms expire the first of the year: A. R. Acheson, D. S. 


Boyden, R. V. Frost, L. A. Harding and F. B. Rowley. 





CRANE CO. OPENS NEW PHILADELPHIA BUILDING 

Crane Co., Philadelphia branch, has recently occupied 
new offices and a new showroom just completed at Thir- 
teenth and Locust streets in that city, the address for the 
office entrance being 212 South Thirteenth street, and 


for the showroom 1301 Locust street. The building is of 
the cut stone type, two stories and basement, and is one 


of the most attractive of the many showrooms operated 
by this company. The basement and most of the main 
floor are occupied by the showrooms, the back part of 
the main floor being used for sales offices. General offices 








The Crane Co. Philadelphia building and its main exhibit room 
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of the branch are located on the second floor, and here 
M. D. Robinson, branch manager, has his office and head- 


quarters 


The main showroom on the ground floor is featured by 
beautifully tinted walls and out-of-the-ordinary electric 
fixtures On the right as one enters, a commode lavatory 
with gold trimmings, a glassed-in shower over a free 
standing tub and a drinking fountain attract the eye. 
On the left the focal point of interest is a white marble 
lavatory with silver trimmings and crystal legs. The 
front sections are also utilized to show some of the com- 
pany’s better grade lavatories. Proceeding to the rear, 
one comes to the lavatory section, then to the kitchen and 
pantry section, where enameled ware and vitreous china 
for use in these rooms is displayed. At the back there is 
an exhibit of part of the line of closet combinations. Each 
fixture is numbered for ready identification. 

Along the left are several small rooms fitted up as 
bathrooms. One of these shows a black and white boudoir 
with a rose bathroom, silver trimmings being used. An- 
other is a typical small residence bathroom, finished in 
grey and green. There are also two small hotel installa- 
tions, one in yellow and black and the other in grey 
and rose. 

On the Thirteenth street side a show window has been 
developed in such a fashion as to appear like a bathroom. 
In this the designers have placed a black and gold marble 
outfit, including dressing table and lavatory, each with 
gold trimmings, and a glassed-in shower over a tub. 
Another idea was the showing of the “behind the wall’’ 
connections for closets set in batteries. This is so de- 
signed that it can be floodlighted to show customers a 
Z000 job of roughing in. 

In the basement, there has been installed the hospital 
section, the therapeutic section and the industrial section. 
There are also displays of urinals and laundry trays on 
this floor. In addition, the company has provided a 
shower and dressing room for employees, as well as coat 


rooms, 
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AT WORK ON STANDARDIZATION OF WROUGHT 
IRON PIPE, STEEL PIPE AND TUBING 

The American Engineering Standards committee, 24 
West Thirty-ninth street, New York City, is taking up 
the standardization of wrought iron and steel pipe and 
tubing. An announcement by the committee states that 
a large amount of preliminary work has already been 
done in this direction by the American Society for Testing 
Materials, the American Society of Mechanical Engineers 
and the National Committee on Metals Utilization, but 
that plans are now being made to put all existing stand- 
ards into a common pool and a representative sectional 
committee containing delegates from every important in- 
terest concerned will carry on a large program of stand- 
ardization. A special committee on the subject, headed 
by W. J. Serrill of the United Gas Improvement Co., 
Philadelphia, recommended the following scope for the 


work: 


“Standardization of the design, dimensions and mate 
rial of welded wrought iron pipe, of welded and seam- 
less steel pipe, and of boiler tubing, including pipe and 
tubing for high temperatures and pressures.”’ 





MOVE PHILADELPHIA OFFICES 


Offices of the National Radiator Corporation's Phila- 


delphia branch were moved October 1 from the fourth 
floor of the City Center building, 121 North Broad street, 
to Suite 508 in the same building. The new quarters are 
more commodious, and will afford the opportunity for 
the rapidly expanding force. 





CHICAGO WHOLESALER BUILDS NEW QUARTERS 

Michael Wagner & Sons, wholesalers of plumbing and 
heating supplies for the last five and one-half years at 
1447-49 Hudson avenue, Chicago, are building new offices 
and warehouse at 1512-14 Smith avenue, Chicago. In- 
creasing business, according to this company, demands 
larger quarters and the new building now in construction 
is scheduled for opening about the first of December. 








A view of the Crane Co., Philadelphia industrial exhibit above, and one of the show windows, below 
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No Condensation 


Designed for residential and industrial 
heating, with capacities in steam from 
400 to 1,200 square feet and in water 
from 650 to 19,500 square feet of 
radiation. 


‘No Holes to Dig= 
No Tanks to Bury 


Installing a Gas-Era Gas-Fired Heating Unit is no trick 
at all! No cumbersome, heavy tank to bother with— 
no holes to dig in the purchaser’s lawn—no holes to 
cut through a stone basement wall—no elaborate gas- 
Senerating apparatus to install and service-——and 
worry about forever after! . 


Installing a Gas-Era Boiler is as simple as putting in 
an ordinary coal-fired unit. Tamper-proof construc- 
tion and automatic operation assure permanent 
satisfaction to the customer and a clear-profit in- 
stallation for you. 


GasEra Gasf¥ired Boilers 


Manufacturers and Western Distributors Eastern Distributors 
L.J. MUELLER FURNACE CO. RICHARDSON & BOYNTON CO, 
167*REED STREET ~ MILWAUKEE, WISCONSIN 260-FIFTH AVENUE ~ NEWYORK CITY 
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HOFFMAN (fall & winter) advertising 
appears in these 14 magazines 





Bank fires at 9°™ 


¢ hot radiators at 1 2 











S wre Tw Way mM 
i euieill Maautcil { 
: f a t 
Lull 





How 


to have more 


omfort 


Hot radiators 3 hours 
(retjominae after banking 
V5 Minutes (notanhow) 
—to get up steam 


.., for ¥ less fuel 


O simple change in yourone 
pipe steam heating system 
can give you amazing new com- 
fort. You can have hot radiators 3 
hours (not 30 minutes) after fires 
are banked. You can get up steam 
in 15 minutes (not an hour) 
This means you can bank the 
fire after dinner and still have a 
warm house when you go to bed 
You can sleep till quarter of eight 
(instead of seven) and yet get u, 
steam by the same hour—eight 
And, what is more, you can cut 
your fuel bills 4. This is why! 
When you get up 
steam ina boiler it has 
to lift an air load of 
14.7 Ibs. (on every 
square inchof surface) 
to force air out of radi- 
ators. If air cannot es- 
cape, steam cannot 
circulate, That is why 
an ait-venting valve 
was originally placed 
on each radiator —to 
let air out! 


House & Gare 


Each time you get up steam, much 
is wasted in lifting this air load. 
For ordinary air-venting valves let 
this air back in just as they let it out 
— as soon as steam pressure drops 
The Hoffman No. 2 Vacuum Valve 
used in place of the ordinary venting 
valve) lets airout guick—then locks it out 
This removes the “air load’. A partial 
vacuum is created. When you get up 
steam it rushes unrestricted to radi- 
ators. Steam does not waste its heat 
energy fighting air 
That's why Hoffman No. 2 Vacuum 
Valves make radiators hot in 15 min 
utes (not an hour). That's why radi- 
ators stay piping hot 3 hours (not 30 
minutes) after fires are banked. For, 
air being locked out, steam continues 
for a long time to remain in radiators 
and give off heat 
Hence greater comfort and— you 
save % of the coal or oil you formerly used. 
By this saving, you earn 50% to 65% 
on yor investment in Hoffman No. 2 
Vacuum Valves—the first year. At the 
end of the second, you have pa 
inal investment back —plus a profit. 
Every yout, ears, 208 
make yourself a giftot ap 
proximately $5 for each 
radiator in your home. 
Send for Book—This in- 
vestment is worth study- 
ing. Forcompletedetails 
send for interesting illus- 
trated book “How to 
Lock Out AIR—the beat 
thief,” Just print your 
name and address on the 
edge of this ad and mail 
to eae 
Inc., Dept. (key), 25 W 
45th Sereet, New York 


February, 1928 
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How to get your share 


of the thousands of live leads 
from this tremendous campaign 


OFFMAN (fall and winter) adver- 
tising is larger and finer than ever. 
Read the typical Hoffman ad reproduced 
on the opposite page. Then glance at 


the tremendous list of great national 
magazines that are being used. 


Get your share of the business that will 
come to the alert heating contractors from 
this tremendous drive. 


The best way to get started is to send the 
coupon below. It will bring you com- 


plete detailed information, impossible to 





furnish in this space, on how you can 
secure free (1) inquiries from prospects 
in your neighborhood who answer Hoff- 
man advertising (2) choice of two highly 
effective window displays—to tie your 
shop up with the national campaign and 
sell more jobs (3) copies of a new in- 
tensely interesting forceful ‘‘prospect’’ 
sales book ‘‘How to Lock Out Air—the 
heat thief’’ to distribute to your best 
customers . . . . and many other help- 
ful Hoffman sales material. Just send 
coupon now—while there’s time. Don’t 
miss a single profitable job. 


, fA’ 1 { 
aly Vss 





Showing Individual 
Hoffman No. 2 
Vacuum Valve pack- 
age and the new 
“silent salesman” car- 
ton of 1 dozen Hoff- 
man No. 2 Vacuum 
Valves. A big sales 
help. 


at 1 | 
2 oF? iM 


HOFFMAN SPECIALTY CO., Inc., Dept. X-4, 
25 W. 45th Street, New York 












——e 


\ | 


Send me full details of your window display and free 


inquiry offer. 
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F-M Water System 


New in value—new in low price—new in sales 
opportunities! A modern, big capacity Home Water 
System—the product of long experience and F-M 
quality building. A dealer proposition that makes 
good because it is good. Write for complete facts. 


Address Dept. I-10 


FAIRBANKS, MORSE & CO. Manufacturers, Chicago 














Adjustable 


In less than 30 seconds, any me- 
| chanic can adjust the Donnelly 





Pressure Relief Valve to any de- 
sired pressure. 

Note the external spring which 
does away with the danger of cor- 
rosion Your jobber will gladly 


supply you. 
DONNELLY MFG. Co. 
29 Mills St. Malden, Mass. 


Complete stock carried by 
HENRY STEIN 
50 Cliff St., New York Cit, 
New York and New Jersey Offices 


PBF 


Brass > 
Unions 


Every Union Receives a Se- 
vere Air Test under Water. 


PHOENIX BRASS FOUNDRY 
IRVINGTON, N. J. J 





























q avagon UOErser 


OR tanks with 
supply close to 
corner. You don’t 
touch thesupplycon- 
nection when you 
renew the bronze 
seat. And the lead 
reGll neither splits 
nor corrodes. A 
quality fitting 
throughout. W-ite 
for Folder on com- 
Th Your 
Wholesaler 


BR 


DIVISION A 


CEN TRAIT 


ASS 


PARAGON LEVELAND O 
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BAILEY-FARRELL MFG. CO. STARTS NEW IDEA 
WITH “HOME HEATING WEEK” 

Something new in the way of merchandising was 
started in the plumbing and heating industry when the 
Bailey-Farrell Mfg. Co. of Pittsburgh, Pa., held “Home 
Heating Week’’ September 26 to October 1, inclusive. 

Arthur E. Sloan, who was in charge of the exhibits, has 
had the idea for some time that a heating show would 
help to promote the business of the industry. After 
spending a great deal of time in studying the situation, it 
was decided to put on the show at this time, as it was 
felt that the fall of the year was undoubtedly the best 
time to put on an affair of this kind. 

Letters were sent to all in the local trade, and the con- 
tractors were asked to invite their customers to the ex- 
hibit. Every architect in the Pittsburgh district was also 
invited, and a majority of them took advantage of the 
occasion. For several days preceding the show, ads were 
run in the local newspapers announcing the dates of 


“Home Heating Week,” and asking the public to attend, 


and solve their heating problems. 

The entire second floor of the Bailey-Farrell Mfg. Co. 
showrooms at Second avenue and Wood street was given 
over to the exhibits of manufacturers of heating equip- 
ment. Many representatives of the various national 
manufacturers were on hand to take charge of their 
exhibits and were glad to furnish their expert help in 
determining the best and most economical methods of 
heating installations. The public, as a general rule, 
knows little or nothing of heating equipment, and were 
glad to learn of the operations and uses of the different 
parts used in a heating installation. Many jobs were 
figured on as a result, and several sales were actually 
made. The most gratifying feature was that almost 
everyone attending the show was a real, live prospect, and 
actually interested. Mr. Sloan and everyone connected 
with the show was well pleased with the results. Several 
hundred contractors, architects and interested users at- 
tended the show during the week. There is no doubt but 
that this idea will have a favorable effect on the heating 


business in the Pittsburgh district. 
Exhibits 
The following concerns maintained exhibits during the 
week: 
Mueller Company, Decatur, Ill.—A complete hook-up, 
showing its automatic system of hot water heat control. 


Also a number of pressure reducing and relief valves. 


American Radiator Company, Buffalo, N. Y.—Boilers 
and radiators, automatic water heaters and tank heaters, 
temperature and pressure controls, motor valves and con- 
trols. 

Cc. A. Dunham Company, Chicago.—Complete display 
of its vapor heating specialties. 


The Bryant Heater & Mfg. Co., Cleveland, Ohio.—A 
tubular gas-fired boiler. 

Minneapolis Heat Regulator Company, Minneapolis. 
A thermostat, clock and motor, with chart explaining 
operation. 6 

Newell Mfg. Co., Irwin, Pa.—A 25-gallon and a 40 
gallon copper display heater each equipped with safety 
valves, and a special display of gas burners used in heat- 
ars showing operation of safety valves. 

The Cleveland Gas Burner & Appliance Co., Cleveland, 
Ohio.—Burner equipment showing patented jet gas 
burners. 

Troop Water Heater Co., Pittsburgh, Pa.—Instantan- 


eous hot water heater, automatic water heater, featuring 


the rapid circulation and prevention of lime settling, 
equipped with relief valve and thermometer, and auto 
matic gas-fired boiler, equipped with safety pressur¢ 
valve. 
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RUNDLE WARE 
has a surplus of individuality 


“attracts attention everywhere 


The Rundle line causes a 
stir of admiration within a)) 
who see it on display. Snow 
white beauty, graceful, sim- 
pie lines and pleasing pro- 
portions give this quality 
line individuality that com- 
pels attention. Rundle 


Ware gains favor with the 
woman of today because of 
its usefulness, ease of clean- 
ing and durability in addi- 
tion to its beauty. 


Rundle Ware is especially 


interesting to those who 
seek modern ideas in home 
equipment because it is con- 


stantly abreast of the times. 
It stirs up thought in pros- 
pects. And when they are 
ready to buy the name 


Rundle immediately comes 
to their minds. 


Let Rundle Ware build up 
the profit side of your ledger. 
For over a quarter century 
this organization has earned 


the confidence of the public 
and trade, through a consist- 


ent policy of fair dealing. 
Write for the latest catalog 


and name of jobber nearest 
you. 


RUNDLE MANUFACTURING COMPANY, Milwaukee, Wis. 


Southern Representative: 
P. B. WALLACE, 302 Sixth Avenue North, Nashville, Tenn. 


RUNDLE 


PLUMBERS’ SANITARY ENAMELED WARE 
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Chicago Faucet 
TID TOR WASTE 


just what you have been looking for 


Look over the new Tip Top Waste and see if it isn’t just about the nearest thing to perfect you 
have ever seen. So simple, so absolutely satisfactory from every angle that you’ll wonder why 


nobody ever thought of it before. 


Six Big Advantages 


1 Satisfactorily replaces plug and chain. 4 Ball joint adjusts to any angle tub. 


2 No mechanism back of the wall. §& No access door needed. 


3 Overfiow ell locked in place by locknut inside of 
tub—not by a screw which holds china bell only. 6 Settling of building won’t affect this waste. 


Easy to tnstall-works perfectly-that’s TIP TOP 


This ball joint makes these fixtures fit ,——— 4 
any angle tub. Good to stock and 


Pe wonderful to install. y 
This overflow ell casting goes thru the le 
tub and is held by a locknut inside the 

tub. Tight, forever. 

This is 18 gauge brass tubing and need 

not be handled like a soft boiled egg. neil 

Metallic packing joints. No deteri- 

oration here. 




















Victory Bath Fix- 
ture Price No. 363 
with China soap 
dish as shown. 
Price No. 362 less 
soap dish. 


The stopper is rounded like a ball. 
The seat is bevelled. The result isa 
perfect shut-off every time. 


"ie 
Fait ~ 
Wilsienniens 
Connected 
Waste and 
Overflow 
Price No. 
360. 


As tight-—as safe— 
as sanitary as a 
rubber plug on a 
chain and cannot be 

come lost, strayed or 
stolen. Waterway 
unobstructed except 
by X bars for screw- 

ng in plug. 


As convenient as any 
mechanical Waste, as 
simple as ABC and 
no mechanism back 
of the tub. Tip Top 
open by foot. 


WRITE FOR COMPLETE INFORMATION 


THE CHICAGO FAUCET COMPANY 


2799-22 North Crawford Ave. Chicago, Illinois 


CHICAGD FAUCETS 
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Johns-Manville Corp., New York City.—A large line of 


pipe and boiler insulation. 
Equipment Company, 
showing fan system of heating. 

Quaker Mfg. Co., Chicago. 
and oil burning heat circulating cabinet for home heating. 

The Krenz Boiler Works Co., Toledo, Ohio.——Gas-fired 
incinerators, 

U. S. Radiator Corporation, 
boilers and radiators, 

D. & T. Mfg. Co., St. Louis, Mo.——Display featuring air- 
sealed tank-in-basement system for hot water heating, 
with thermostatic electric draft regulator. 

Reznor Mfg. Go., Mercer, Pa.-_—Gas heaters made for 
garage and hall) heating. 

National Radiator Corp., Johnstown, Pa. 
boilers, round boilers and radiators, 

The Richards Co., Pittsburgh, Pa.—Equipment for hot 
water heating, consisting of a relief valve, expansion tank 


Dwyer Chicago.—-Equipment 


Oil burning garage heater 


Detroit, Mich.—Water 


Smokeless 


and a forced circulating damper regulator. 

H. A. Thrush & Co., Peru, Ind. Heating control sys- 
tem consisting of automatic damper regulator, pressure 
gauges, thermometer and pressure relief valve. 

Hoffman Specialty Company, New York City. 
traps and air vents, demonstrating the vacuum feature of 
ihe company’s air and vacuum valves. 

Other members assisting Mr. Sloan making the show 
a success were J. H. Warne, E. J. Mulvaney, Jr., and C. 
J. Stevens, a)) of Bailey-Farrell Mfg. Co. 


Valves, 


MOVES NEW YORK OFFICE 
The Chicago Pottery Co., Chicago, Ul, announces the 
removal of its New York City offices from the Graybar 
building to the Architects building, 101 Park avenue. 
Dwight S. Ives is in charge of the territory. 
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Insist upon the 
Triangle J on all 
brass fittings 







TESTED 


















FITTINGS 


Install Jenkins Tested 
Brass Fittings and you 
install the best that can be 


made. Our fittings are rich 
in copper, heavy smooth, 
and well machined. In- | 
spected before shipping. 


Only the best is branded 
with the “Triangle J.” 


Order them from 


your job 


JENKINS 
MANUFACTURING CO. 
BLOOMFIELD, N. J. 
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COLUMBIA SANITARY OPENS NEW YORK OFFICE 

New offices have just been opened at 101 Park avenue, 
New York City, by the Columbia Sanitary Mfg. Co., Ine., 
of Louisville, Ky. J. F. McKenna, who was formerly man- 
ager of the New York office of Kohler Co., has been placed 
in charge of the Louisville concern’s interests in this dis 
trict. 

HAS OPENED PLUMBING SUPPLY DEPARTMENT 

The D. June Machinery Co., First and Franklin streets, 
Waco, Texas, announces the addition of a plumbing supply 
department to its business The officer of thi oncern 
are: Robt. J. Potts, president; June F. Holderman, vice 
president; W. G. Zahm, secretary-treasurer, and Gatlin G. 
Soothe, general manager. 


PURCHASED THE ©, H. GOSS SUPPLY CO. 
Charles Millar & Son Co. of Utica. N. Y 


the business of the C. H. Goss 


has purchased 
Supply Co. in St. Johns 
bury, Vt:, and expects to operate it as another branch of 
its plumbing and heating supply business The transfer 
will take place about November 1. The personnel of the 
new organization has not vet been announced. 


BUILDS PLANT ADDITION 
Db. Db. Wessels & Sons Co., Detroit, Mich has recently 
completed an addition to its range boiler plant in that city. 
The addition is a two-story building of brick and steel 
construction. The additional space will increase the effi- 


ciency of the plant and materially increase production. 


CHANGES INCORPORATED NAME 
Douglas Co. is the name of the company dealing in 
plumbing supplies formerly under the name of the Whit- 
man-Douglas Co., at Charlotte and Asheville, N. C. 
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BRASS 
























Immediate delivery 
at all times on 


Jenkins Fittings 
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PORCELAIN COCK HOLE COVERS 

















} No. 8338 
ASK YOUR JOBBER 


: WATERTOWN, N. Y. 





No. 8339 


J.B. WISE, INC. 

























LAUNDRY TRAY LEGS 





(Alberene Pattern) 
Plumbing jobbers—if you have 
been looking for a good vlace to 


buy the good old Alberene 
Pattern Laundry Tray Legs— 
place your next order with us. 
Thoroughly seasoned and nicely 
finished castings make our tray 
legs preferred by most plumbers. 


Dependable Products— 
Dependable Service 


RICHMOND 


Foundry&Manutacturing Co. 
vv Ls 









‘A: DEPENDABLE : SOURCE -OF- SUPPLY” 








Gerstein 
Copper Boilers 


Give Greater 
Satisfaction 


H. GERSTEIN & SONS 
Boston, Mass. 
511 Fifth Avenue 


SAMUEL SKNER 


New York 
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sUPER-TURBINE ~ 
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‘Only one moving pari” 
™ A LIFE-TIME OF SERVICE! = 


Send 


DECATUR 


es ee Oe 


No. 
MEP 


yo He HEA 


Bulletin! 


OMPANY 
£43: 


o- 
83 


( 


Decatur, 


for 
P t 


Cords 


Dealers: 


Cerro 

















October 15, 1927 

BREAKS SALES RECORDS 
The Duro Co., Dayton, Ohio, reports that during Sep- 
tember al] previous sales records were broken. The fota) 
sales were 5.1 per cent greater than in August and 8.2 per 


cent ahead of the corresponding month last year, mak ne 
the best month’s record in the history of the company. 


Personal Mention 


Harry Gale Nye, president of the Nye Tool & Machine 
Works, Chicago, left last week for a ten days’ business 
trip to the Pacific Coast. 


F. W. Broatch, manager of the New York office of the 
U. S. Sanitary Mfg. Co., returned recently from a sojourn 


at Asbury Park, N. J., where, with Mrs. Broatch, he spent 
his vacation. 

J. H. Moore, for the past two years a representative of 
the Duro Co. in its Kansas City, Mo., office, has been 


made manager of the pump and water softener depart- 
ment of the Kellogg-Mackay Co., Kansas City. 


Howard W. Evans, maufacturers’ agent, and well-known 
golfing enthusiast of Chicago, with offices at 53 West 
Jackson boulevard, went to the Wesley Hospital on 
Wednesday of this week for a tonsil operation. Mr. Evans 


assured his friends that he would be up and about in a 
hurry. 


Frank B. Hackett, assistant manager of the seat division 
of the Brunswick-Balke-Collender Co., Chicago, left last 
Saturday for New York City, in company with his wife. 


Mr. Hackett’s plans were to attend the 
Association meeting while in the East. 


Zastern Supply 


Samuel Moore has recently 
been appointed vice president 
of the Landon Radiator Co., 


Inc., North Tonawanda, N. Y., 


according to an announce- 
ment made recently by Archer 
A. Landon, president of the 
company. Mr. Moore has long 
been associated with the heat- 
ing industry, having entered 
the employ of the American 
Radiator Co. in 1900, after 
graduating from Purdue Uni- 
versity. He worked in the 
Chicago and Indiana territory 
for two years, and was then 
transferred to the production 
end of the business. He has 
been manager of several plants of that company, and was 


also at one time general manager of plants for the Na- 
tional Radiator Co., Johnstown, Pa. 





Samuel Moore 


Arthur H. Jolliffe has recently been appointed manager 
of factory sales of the Wolff Mfg. Corp., with headquarters 
at the general offices, 2057 Fulton street, Chicago. Mr. 
Jolliffe, just prior to this appointment, was manager of 
Wolff’s Chicago branch houce, and, before that, was well 
known to the trade as manager of the Chicago branch of 
the U. S. Radiator Corp., Detroit, Mich. O. H. Schaeffer 
succeeds Mr. Jolliffe as manager of the Chicago branch 
of the Wolff Mfg. Corp. Mr. Schaeffer was formerly pro- 
motion manager in this company’s Chicago office. 


Haydn Myer, manufacturers’ representative in Birming 
ham, Ala., moved recently from the Age-Herald building 
to 2224 Comer building in that city. 

Peter Tazelaar, for the past several years Eastern man- 
ager of the Commonwealth Brass Corp., Detroit, Mich., has 
been promoted to sales manager, it is announced, and has 
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prerequisites 
of the ideal 
Fan System 


gating Jurtace 
and how 








‘approaches 
that Ideal! 

















1.Non-Corrosive 2. Light Weight J. Compact 
4.Strong and Durable 5.ttigh Heat-transmitting Capacity 
6.Encased Unit Design 7.Ease and Economy of Installation 


ON CORROSIV construction renders Aerofin, Low or High Pressure, impregnable 
] ” to the elements which cause deterioration of iron surface. The 

= straight, clean copper tubes are free from core sand and scale thus there is no need for troublesome 
strainers and there is no danger of defeating the operation of traps and valves. 





Every part of Aerofin, excepting the integral galvanized steel casing itself, is built of non-corrosive, non-ferric metals 
which retain all of their original strength and heat-transmitting effectiveness thruout an indefinite trouble-free life. 


Non-corrosive construction is one of the reasons why Aerofin is permanently dependable in operation and 
unsurpassed in durability. 


Because Aerofin fulfills this and the other six prerequisites of the ideal Heating Surface, and because its installa- 
tion involves a very low (less than one-fourth that for iron) and accurately calculable cost, it is today the most 
widely used of all Fan System Heating Surfaces. 


A new Bulletin, No. 7, affords a complete description of Low Pressure Aerofin and 





presents eighteen Piping Diagrams in four colors, representing the coordinated ex- 
PER hs PR Re HOE SS ATI prience of the foremost Engineers in the United States, 
Kr te 6p gga Sanpeaie, aa opm 7, 
; \ CES Se Ke ; Bulletin H. P.-1 describes High Pressure Aerofin and corftains complete Technica) Data 


with large Temperature Effects Chart on linen. 
Either or both of these Bulletins will be mailed, gratis, to recognized firms or 
individuals, upon request. 


AAEROFIN 


AERGFIN © renin 


25 to 350 Ibs. 750 Frelinghuysen Avenue 


Newark, N.J. 


39 Cortlandt St. Burnham Blag 
New Vork Chicago 


AAEROFIN i8 Sold only 


by Manufacturers of nationally advertised 
Fan Heating Apparatus 


Continuous Seamless Tubes 





Whatever you’ve wished for in a Fan System Heating Surface you'll find in Aerofin! 
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One Man and a 
Stillson Wrench 


EAVE the attractiveness of the Porceliron Laundry 
Tray out of the picture. For the time being forget 
that this new unit is as sanitary as china and practically 
as durable as the iron that forms its basé. Just con- 


sider this one thing— 


From jobber to job the Porceliron Laundry Tray can be han- 
dled by one man. Two hands and a stillson wrench—that’s 
all that are needed to load, unload, install and connect this 


glistening, snow-white piece of laundry equipment. 


A business builder from the standpoint of looks: a 
money maker from the standpoint of labor. 


It will pay you to investigate. 


INGRAM-RICHARDSON MANUFACTURING COMPANY 


October 15, 1927 






Yow’ll Want This 
Booklet 


One piece compartments; sani- 
tary; durable; convenient; attrac- 
tive and salable because its cost 
brings it within the reach of even 
modest incomes—there’s the story 
of this new unit in a nutshell. 
The booklet describes it in de- 
tail—and contains a sample of 
the material of which the Porcel- 
iron Laundry Tray is made. Write 
for acopy. It’s free of course. 


204 THIRTY-SECOND STREET, BEAVER FALLS, PA. 


Porceliron Factories at 


BEAVER FALLS, PA. FRANKFORT, IND. BAYONNE, N. J. 
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removed his family from New York City to Detroit. Mr. 
Tazelaar’s place in New York City has been taken by 
Charles Barrows, formerly connected with the Detroit 


factory. The company will continue to maintain Eastern 


headquarters at 48 East Forty-first street, New York City. 
Fletcher Collins, well known to’both architects and the 


trade through his long connection with the A. M. Byers 
Co., Pittsburgh, Pa., has been transferred from the home 


office of the company to the New York City office, 110 
East Forty-second street. Mr. Collins will be associated 
in New York with G. W. Hamill, New York manager, and 
will work under his direction. 

Charles Heil of St. Louis, Mo., has recently been ap- 
pointed to represent The Blake Specialty Co., Rock Island, 
[l]., in the St. Louis and Southern Illinois territory. 


Ralph Rabe, superintendent of the soil pipe division of 
Casey-Hedges Co., Chattanooga, Tenn., recently made a 


trip to Philadelphia and New York, where he visited | 
jobbers in company with his firm’s representatives in | 


those cities. 


| 
George P. Alexander has recently become connected | 


with the George H. Tay Co., San Francisco, Calif, in the 


pipe fittings and valve department. Mr. Alexander has | 


been associated for the past ten years with the Pacific 
Pipe Company of that city. 

Frederick L. Fiske, formerly manager of the American 
Radiator Co.’s branches at Denver, San Francisco and 
Seattle, and later manager of the Salt Lake City, Utah, 


Sanitary and Heating Engineers’ Association, was a re- | 


cent visitor in the latter city. Mr. Fiske was on his way 
to the Pacific northwest after a several months’ sojourn 
in the Texas oil fields. 

Cecil Welte, Philadelphia representative for J. B. Wise, 
Ine., Watertown, N. Y., has returned to his office from a 
vacation spent in New Jersey. Fishing occupied much of 
his time while he was away. 

Jesse Thorne, a member of the Philadelphia sales force 
of the Trenton Potteries Co., Trenton, N. J., won the 
Stacey Trent cup on the links of the Trenton Country 
Club recently. The competition is for 36 holes of handi- 
cap medal play, played on successive Saturdays. The first 
week the winner played with John Campbell, the presi- 
dent of the company, and the second with L. G. Aitkin, 
also of the same concern. 


WHOLESALER BUYS NEW HOME 

W. G. Shafer Co., Inc., Syracuse, N. Y., has bought the 
three-story building at 542-6 Canal street and will occupy 
this building as the future home of its plumbing supply 
business. Part of the building wil be made into an at- 
tractive showroom. The building, of heavy mill construc- 
tion, contains 25,000 sq. ft., and is adjacent to the New 
York Central R. R. 

ANNOUNCES ASSOCIATES IN WASHINGTON, D. C. 

Ara Marcus Daniels, consulting and advisory engineer 
in heating, ventilating and combustion work in the Den- 
rike building, 1010 Vermont avenue, Northwest, Wash- 
ington, D. C., recently announced that he had become 
associated with two other men. Cheston Fox Smith is to 
assist him in fuel conservation analyses, heating and 
power plant economic surveys, advisory and recommenda- 











tory reports, technical editorial writings, and will be in | 


direct charge of special sales service representation. 

Thomas Harold Urdahl will assist him in combustion 
analyses and heating and power plant operating studies, 
and will be in direct charge of heating and ventilating 
plans, specifications and drafting service for architects, 
heating contractors, builders and owners. 
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From the Pony Express 
to the Aeroplane 


the mail service has ad- 
vanced step by step so 
that today your jobber 
can promptly replenish 
his stock of Genuine 
Armstrong Pipe Tools 
and he can take care 
of your requirements 
immediately. 


Armstrong Mfg. Co. 


284 Knowlton St. 
Bridgeport, Conn. 
New York Office: 181 Lafayette St. 
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OVER-RIM TUB FILLER 





No. 1022 


To meet the demand for something lower in price. 
Mechanically correct and neat in appearance. 


AMERICAN SANITARY MFG. CO., Abingdon, Ill. 























Bear This in Mind 


The Home that uses Gas for Heating 
Is free from 
Ashes, Soot and Smoke 


MEARS-KANE-OFELDT, INC. 


Manelacturers of 


GAS FIRED BOILERS AND WATER HEATERS 


1903-1915 EAST HAGERT STREET PHILADELPHIA 








Telephone: Lawndale 1850 - 1851 


Ingot Brass 
High Quality Metals 
Metals made up to specifications. 


R. LAVIN & SONS 


2511-2525 W. 21st St. 
John Hartman, Sales Mgr. Chicage, Ii. 














C. BRENNER & SONS 
CO., Buffalo Plumbers 
Say: 


“When better water heaters 
are built we expect that the 





EverHot Heater Company 

will build them. We consider 

that the EverHot Automatic 

Water Heate: is the best 

heater built up to date. It is 
a pleasure to sel) them.”’ 


 bverHlot Heater Co. 


Detroit, Michigan 





Twenty Years Ago in Domestic 
Engineering 
October 12, 1907 


The New York State Association of Master Plumbers 
held its nineteenth annual convention on October 8 and 9 
at Jamestown, N. Y. President B. Jos. O’Donnell of Syra- 
cuse called the meeting to order. An address was deliv- 
ered by National President T. A. Hill of New York. 

1907 
The Eastern Supply Association held its annual meeting 
on Wednesday, October 9, at the Hotel Astor, New York 

City. The meeting was one of the largest ever held in the 

history of the organization. 

1907 

The contract for the plumbing system to be installed in 
the new Summit County Court House has been awarded to 
the H. P. Cahill Plumbing Co. of Akron, Ohio. 

1907 

An interesting meeting of the Master Plumbers’ Asso- 
ciation of Philadelphia, Pa., was held on Thursday, Octo- 
ber 3. A discussion took place on “The present day 
plumber as compared with the plumber of thirty years 
ago.”” Richard Watson and William McCoach were among 
those taking part in the discussion. 

1907 

The Chicago North and Northwest Side Master Plumb- 
ers’ Pleasure Club will hold its next monthly meeting in 
its hall at Belmont and Southport avenues, on October 15. 
Arrangements wlll be made for the club’s annual enter- 
tainment and ball. 














Markets 


(Continued from Page 64) 


were a month previous. Such increases do not indicate, 
however, that wholesalers are buying in much larger 
quantities per individual order, but rather that their 
quickened rate of turnover necessitates more frequent 
shipments. From this it may be deduced that stocks at 
jobbing centers are not being augmented in any large 
way but are being kept just in advance of the existing de- 
mand. No price changes have been reported. Deliveries 
are generally prompt. 

’ Plumbers’ Brass Goods 

Current shipments of makers, a good percentage of 
which is accounted for by releases on wholesalers’ previ- 
ously made contracts, are quite in keeping with the heavier 
seasonal demand for other finishing goods. Fresh busi- 
ness, comprising repeated small lot placements by job- 
bers, is generally recognized by both tubular and cast 
goods salesmen as quite substantial. Stocks at jobbing 
points are, on the whole, of sufficient size and assortment 
to warrant quick shipment to the plumbing trade. No 
delays are encountered at factories when immediate for- 
wardings are requested. Although manufacturers have 
effected no price changes of consequence, there continues 
sporadic cutting below recognized lexels. 

Range Boilers 

Although a large amount of covering with makers was 
done previous to recent price advances, the duration of 
the average blanket specification does not exceed 45 days 
With a steadily increasing number of the smaller size 
boilers moving into consumption, manufacturers are rap 
idly approaching peak production and anticipate that their 
volumes during this month and the following one will fai 
surpass any similar period of the year. Wholesalers aré 
more inclined towards carrying larger stocks, which, when 
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eee eS 
INDIANA. 


Quality Products 


HERE is superior quality in every 

Indiana Brass Product. That superi- 
ority is something that has been achieved 
only after years of making the finest 
equipment, skilled workmen and fine 
manufacturing methods can turn out. If 
you are looking for real quality to up- 
hold the character of your work then you 
want Indiana Brass Products. 





No. 50 No. 201 
Elevated 2% i. 
Ball No. 10 Valve 

Cock Sanitas Spud 





Double Acting Lever 


Here is one of Indiana’s Double Acting 
leaders—like all Indiana All China Handle 


products, sturdily built All China Handle with 
with the exposed handle ; heavy brass castings. 
of highest grade china. Fits all tanks with com- 
plete harmony. Mate- 
rial and workmanship 
strictly guaranteed. 








Your Jobber Will 
Show You 


Ask your jobber to 
show you the com- 


Our Guarantee 


We guarantee all Double Acting Lever 


Indiana Brass Prod- Here again is a product plete line of Indiana 

ucts to be of the of remarkable strength Brass Goods. Put in 
7 with a handle of really } 

hig he st grade. attractive appearance. a supply of levers, 

Nothing but the ball cocks and flush 


finest materials are valves so that you 

used in their manu- will have them for 

facture. CH ee rush jobs. 
INDIANA BRASS CO. Frankfort, Indiana 


— 





Mention Domestic ENGINEERING when writing advertisers. 
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A Typical Testimonial to a 
Remarkable Unit Heater 


[Ot EC Cc ga 





"It is a remarkable system for 
economy of operation, as with 
no increase in boiler capacity 
or amount of fuel purchased, we 
are heating double the floor 
Spece and also incressing com- 
fort of older parts with use of 
these units. No perceptible in- 
crease in electric current can 
be noticed, ae the fan motors 
€ven on coldest days are seldom 
run over four hours." 





* This letter is in the files of 
the Modine Manufacturing Co. 


FCONOMICAL in operation as above letter testifies, the Thermo- 
dine Unit Heater has many other features of equal importance. 


One Thermodine Unit Heater weighing 125 pounds will deliver more 
effective heat than 5,000 pounds of cast iron radiation —and costs 33 V3 % 


less to install. 

Suspends from steam main thus saving valuable floor space. 
Adjustable deflectors provide directional control of heat. 
Construction of fan and motor permits use for cooling in summer. 


These features undoubtedly are responsible for the unqualified suc- 
cess of Thermodine Unit Heaters in the following installations: 


Commonwealth Edison Co., Mullins Body Corp., John B. Stetson Co., 
Chicago, II. Salem, Ohio Philadelphia, Pa. 


Reo Motor Car Co., Brooklyn Edison Co., Seaman Body Corporation, 
Detroit, Mich. Brooklyn, N. Y. Milwaukee, Wis. 

Inland Steel Co., Chicago Surface Lines, Crown Dying & Bleaching Co., 
Indiana Harbor, Ind. Chicago, Ill. Brooklyn, N. Y. 


Continental Can Co., Chicago, Ill. 


MODINE MANUFACTURING CO. 


1703 Racine Street (Heating Division) Racine, Wisconsin 
Branch offices in all large cities 
Write today for Catalogue 127. 


a. LHERMODINE 


tails about the complete line of 
Thermodine Unit Heaters for in- 
dustrial heating and drying. 


FOR STEAM OR HOT WATER HEATING SYSTEMS 


- S- . 


Mention Domestic ENGINEERING when writing advertisers. 
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reaching low points, are promptly strengthened from well 
kept reserves at sources. 
Boilers and Radiators 

The price situation has shown no improvement over 
previous weeks, for the majority of manufacturers con- 
sulted state that concessions below existing sheets are 
still evident. The heating trade is, at this stage of the 
season, fairly well occupied, accounting for good move- 
ments from sources. Ample stocks in makers’ warehouses | 
insure deliveries as wanted. 


PACIFIC COAST 


Steady Demand Prevails — 


The Pacific Coast market, as a whole, continues to main- 
tain the same activity as it has for the past few months. 
Week to week brings very little change in conditions and, 
while business is not any too good, it is far from poor. 
New building work in the larger centers is holding up well 
and there is also considerable work contemplated. Price 
conditions vary in the different jobbing centers and while 
prices are firm in some localities they are soft in others. 

Soil Pipe 

Soil pipe continues to move in steady volume. While 
the individual sales are not large the total tonnage being 
used at the present time is well up to normal. Distribu- | 
tors generally are carrying sufficient stocks to take care 
of the anticipated requirements of the trade for the next 
90 days and, consequently, the trade’s requirements can 
be filled from jobbers’ stocks without delay. Jobbers’ 
out-of-stock prices to the trade remain unchanged. 

Steel Pipe 

Steel pipe continues to move at a moderate rate with 
most of the trade purchasing for actual requirements. 
There are a great many distributors of this commodity in 
the various jobbing centers, with the result that all of the 
trade’s present requirements can be filled from stocks on 
Prices remain unchanged. 


| 
| 





hand without delay. 
Enameled Ware 
The past week showed very little change in the demand 
for enameled ware. While on the whole a good volume of 
ware is being used at present, no change is apparent in the 
conditions surrounding the distribution of this commodity 
on the Coast. Most jobbers are carrying only minimum 
stocks and depending upon nearby factories and manu- 
facturers’ warehouses for prompt replacement of material 
Prices are unchanged. 
Pottery 
Little improvement is apparent in demand and most of 
the trade is waiting until definite needs are created be- 


fore making purchases. Distributors have fair stocks and 
can also obtain any reasonable quantity from nearby pot- 
teries on short notice. Prices to the trade, while varying 
in the different jobbing centers, remain unchanged. 
Plumbers’ Brass Goods 

While the demand for brass goods on the whole is main- 
taining a satisfactory volume, there is no change in the 
conditions surrounding its manufacture and distribution 
on the Coast. Jobbers are carrying only minimum stocks 
and depending upon nearby manufacturers for prompt 
replacement of merchandise as sold. Prices continue at a 
low level and remain unchanged. 

Range Boilers 
The market shows little activity and price fluctuations, 


either up or down, do not seem to stimulate demand to 
any extent. Up to the present writing, the recent advance 


as sold. 


by manufacturers has not been reflected in jobbers’ prices. 
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Concealed Type 





ANOTHER PRODUCT 


IDE 
> 





The “IMPROVED” 
Milwaukee Mixing Valve 


PATENT PENDING 





As its name indicates, the “Im- 
proved” Milwaukee is a BETTER 
mixer, more accessible, 


WITH ONE PLUNGER 
| 
| 
| 


—the ultimate in simplicity. High 
grade red brass castings, all work- 
ing parts renewable, no binding, 
positive closure, making this mix- 


ing valve 


THE KIND OF VALVE YOU 
CAN’T WEAR OUT 





For a complete line of concealed showers 
and fixtures, ask for our new catalog *‘F” 





ORDER FROM YOUR JOBBER 





\ 
| Manufactured by 


! Milwaukee Flush Valve Co. | 
Milwaukee, Wis., U. S. A. 











&4 
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MYERS SELF-OILING POWER PUMPS 


For Pumping Hot or Cold Water, 
Oil and Other Liquids 








Capacities 






9000 
Galions 





For Home, Farm, 





Mil, Mine or 
Factory. 
Catalog on request. 














| Ohig,Brass Co, 


| O-B Brass Valves 7 


are made in the following styles: 


Flexitite Dise Gate Valves 

125 Vb. Stanc an, Non Rising 
Stem ,No 

125 4 at Senntent i Rising Stem, 


Radiator Valves 
Fiexitite Disc, Gate, No. 50 
0 


. 40 
Packless G raduated, No. 35 
5 


21 
10010. Light Standard, No. 25 Union Elbows, No. 


Globe, Angle and Check Valve a 





Due Dise 
150 Ib, Standard ‘ No. 10 
125 Ib. Standard No. 1 No. 15 
100 Ib Light Standard No. 1% 
No.2 No.3 
Jen gee y - ide cletaleatendaeaiiede idee No.5 No.5 
Flexitite Disc OHIO BRASS COMPANY 
Gate Valve 


Mansfield, Ohio 
Patented 











A type and size for 





every building from 
the skyscraper to 
the cottage. 





— RUD Sf 


Write for catalog and 
installation data. 
HUMPHREY COMPANY 


(Die. Ruud Mfg. Co.) 
Kalamazce ® Michigan 






































PLUMBERS’ BRASS 


The Worlds Most Complete Line 


More than’ 70 
years of soundest 


mere ex: 


perience is behind 
the Peck Bros. & 
Co. line of brass 
mam 


THE PECK BROS. & CO. 


Established 1856 





NEW HAVEN, CONN NEW YORKCITY 


October 15, 1°27 


The Metal Market 


Average 
Oct.11 Aug.,1927 


Average Aver: 
June, 1927 192: 
PIG IRON— 


No. 2 foundry, Chicago, 
ol) a $19.50 
PLATES AND SHEETS— 
Steel boiler plates, Pitts- 
burgh, per lib........ 


Black sheets, WNo. 
Pittsburgh, per lb.... 


$19.50 $20.00 $21.65 


1.80¢ 1.80c 1.89¢ 


2.90c 3.00c 


The Stock Market 
Quotations furnished by Frazier, Jelke & Co., Chicago 


3.00c 3.17¢ 











Par 1927 Bs 
Value High Low Quotations of October 10, 1927 * Bid Asked Last 
25 147% 1104 American Radiator Co.,com................./ A 136 137 136 
100 137% 13214 American Radiator Co., pfd................. A 137% 139 13714 
50 497% 4134 Anaconda Copper Mining Co................ A 48 48144 48144 
NP 38% 26 Brunswick-Balke-Collender Co...............A 3044 31 3034 
NP 9 42 A.M. Byers Co.,com..................40F 84 85 8 
100 115 10834 A.M. Byers Co., pfd...................A&@F 11M 112% 1114 
100 120 115% Century Electric Co., com... G1 116 
100 106 101 Century Electric Co., pid G 100 103 101 
50 «48 5 Chicago Nipple Mfg. Co.,“"A".... a B% OS 
50 =3844 1% Chicago Nipple Mfg. Co.,“B”..............B 1% 3 14 
25 53 47 Crane Company, com.......................C 49% 50% 50 
100 121 11642 Crane Company, a eka eT, me 119% 118 


100 «95 8442 Detroit Brass & Malleable W ice a D 95 90 
20 30 2436 Eagle-Picher Lead Co.............s0s00e000: [ 241 248f = D4le 
NP 43!¢ 32 Fairbanks, Morse & Co.,com................4 969% 368% 364 
100 112 107% Fairbanks, Morse & Co., pfd. A 109 iIil 109 
\ NP 123 60 Johns-Manville Corp .....-B 110% 121 1194 
100 «+161 100 Jones & Laughlin, com... = = See em | | 


100 122% 117 Jones & Laughlin, pfd.......................F 122% 122% 1224 
10 «(21 16 Michigan Copp’r & Brass Co............-..- D 19% 21 20% 
100 129 95 National Lead Cv.,com...........-.-.000:: A 1203% 12134 1203; 
100 13644 12934 Nationai Lead Co., pfd................ A 136 89137 13614 
100 106 102  Qhio Brass Co., pfd... ices We Resa 100 
NP 101 80 Qhio Brags Co.,"B"........cccccceseseees He BI Bh SOI 
25 ...:+ sevee Plerce, B. & P. ta Corp., com U w 27 25 
100 101 Qs Pierce, B. & P. Mig. Corp., pid. U @® 11 Qs 
NP 3% 21% Richmond Radiator Co., com. B BB 29 28 
NP 56 41% Richmond Radiator Co., ne B 41 4134 4114 


Gowwilh Dlg. Oo......2- 0c cecevcecccssvccs U 52 54 52 


Standard San. Mig. Co., com. 


25 «101 78 -F 100% 102 101 
100 119 100 Standard San. Mfg. Co., ofa... ee 102% 100 
. Bere Trenton Potteries Co., com...... ery ie 55 45 

__ Se Trenton Potteries Co., pfd. U 9 165 5 
100 244% 19014 U.S. Cast Iron P. & F. Co., com. A 203 204 203 
100 118 111% U.S. Cast Iron P. & F. Co., pid A 115 116 115 
NP 42 38 U.S. Radiator Corp., com........ D 38 40 a9 
100 112 9534 U.S. Radiator Corp., pfd..............-. . D 98 .ee.. 100 
100 63% 3744 U.S. Rubber Co.,com............... A 52 53 52 
100411134 8534 U.S. Rubber Co., pfd............... ...--.-A 100 101 100 
100 160% 1113% U.8. Steel Corp.,com.............-0+-++00% A 146% 147 146% 
100 136% 129 U.8, Steel Corp., pfd.............2..0000.A 18644 137 136% 
NP 27 . 174 Walworth Company = A 19% 20% = 19% 
NP 17 7 Williams Oil-O-Matic Htg. Corp. C 8 9% 9 
NP 7 1% Wolff Mfg. Corp c Mm ™% ? 
NP 91% 60% Youngstown Sheet & Tube Co. A 8 86 &5 
*Where listed— 
A—New York Stock Exchange F—Pittsburgh Stock Exchange 
B—New York Curb Exchange G—St. Louis Stock Exchange 


C—Chicago Stock Exchange H—Cleveland Stock Exchange 
D—Detroit Stock Exchange ]—Cineinnati Stock Exchange 
E—Boston Stock Exchange U—Unlisted Stocks 








EXHIBIT AT PUBLIC HEALTH MERTING 
Among the exhibitors at the annual meeting of the 
American Public Health Association, to be held at Cin- 
cinnati, Ohio, October 17-21, inclusive, are several manu- 


facturers in the plumbing and heating field. These in 
clude: The Continental Scale Works, Chicago; the Chem 


ical Toilet Corp., Syracuse, N. Y.; Wallace & Tiernan 
Newark, N. J.; Crane Co., Cincinnati branch; the Taylor 
Instrument Companies, Rochester, N. Y. 





The Culliford Plumbing & Heating Co. of Amarillo, 
Tex., has been awarded the plumbing and heating con 


tract in the erection of the new ward building at th 
state tubercular sanitarium at Carlsbad. 


— 
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The finest quality fixture is 
no better than its rubber goods. 


THE H. O. CANFIELD COMPANY 
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New Equipment 


A New Tank Heater 

A tank heater of different design has just been put on 
the market by an established manufacturer. The new 
heater is gas-fired and operates without the use of coils. | 
The water core has a concave bottom which baffles heat 
travel. Around the core is a narrow, tapered, annular 
flueway and surrounding this is a water jacket to prevent 
heat radiation. The heated gases first impinge against 
the lower head of the water core and then are diverted up | 
through the annular flueway. A large burner capacity is 


Sales Manager 
Wanted 


Old established New York Company 
manufacturing complete Plumbing 
Specialty line selling direct to retail 
Plumbing Trade, wants a top-notch 
experienced Christian Sales Manager 
(not a desk man) to take direct charge 
of Western Sales Office in Chicago. 
Age between 30 and 40 years. Must be 
willing to sell personally in territory for 
limited time to obtain experience in 
selling angles of this particular line to 
enable him to direct and when neces- 
sary demonstrate to Salesmen. Terri- 
tories active. Compensation based on 
nominal Salary and Percentage on 
results. A really fine opportunity for 
the man who wants a bigger permanent 
future and is willing to work hard for it 
and who can produce. Give full par- 
ticulars in first letter, also present and 
past employers strictly confidential. 
To take service between now and 
January first. Write Box 17, Station L, 
New York City. 


DUNHAM 


; : bee ? REG. U.S. PAT. OFF. 
provided, and a high thermal efficiency is guaranteed by 


the manufacturer. The heater is made of copper steel ifr~ensh hal~Vacm 


throughout, with the exception of the burner, which is A FIXED xe / fleaung \ A VARIABLE 
cast-iron. DIFFERENTIAL, | Syste IM, | DEGREE oF 
Some of the features claimed by the manufacturer IN PRESSURE ». Py VACUUM 
are: A non-backfiring, non-carbonizing, semi-bunsen 
burner tube; a water jacket which prevents heat radia- 
tion; a rapid circulation throughout the heater; speed e ° ° 
in the heating of the water, due to the large burner Ca- No Change In the Radiation 
pacity and a large amount of heating surface, and econ- : 
omy in operation. The vent cap is of 14-gauge pressed 
steel, finished in black baked fender enamel. The water 
core outlet is of heavy seamless steel tubing welded in. 
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With the Dunham Differential Vacuum Heat- 
ing System no change is made in the radiation. 
We simply alter the heating value of the steam, 
introducing it into the radiators by making it 
do our bidding at variable temperatures, flow- 
ing as low as 133 degrees for mild weather and 
increasing in temperature to correspond to the 
the burner, heat lost from the building in extreme weather. 
; Overheating and excessive window ventilation 
thus are entirely eliminated. 


The hot water outlet and the cold water inlet are of 
%-inch heavy drop forging welded in. An air inlet is | 
placed at the back of the flame and also at the base of 


WILL HOLD SECOND INDUSTRIAL EXPOSITION 
Central Supply Co., Inc., Passaic, N. J., will hold its 
second annual industrial exposition, November 16 to 19, 


inclusive, in its building at 838 to 856 Main avenue, in =. A. Di JINHAM CO. 


that city. It is expected that the exposition will have Dunham Building 

nearly 100 exhibits in as many booths, and these booths 450 EAST OHIO STREET CHICAGO 

will all be 6x8 ft. with the exception of four corner booths, ; 

Which will be much larger. The exposition will be open Some cpaty foeme and Jpont sels oftees in the, Sie’ 
every day from 4 p. m. until 10:30 p. m. The public will Jose telephone divestonp fat the adios eae alee in pons 
be admitted free, and 10,000 invitations to engineers, city. An engineer will counsel with you on any project. 








plumbers and steamfitters will be mailed. 
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atrous 


Patent Plumbing Fixtures 
and Duojet Water Closets 


ALINE representing the most advanced ideas in 
sanitation. Economy of operation and ease of in- 


stallation. Duojet Closets Flush Valves — Self-Closing 
Basin Cocks—Combination Lavatory Fixtures—Pop- 
Up Wastes — Liquid Soap Fixtures, etc. 

Manufactured and Sold Exclusively by 
THE IMPERIAL BRASS MFG. COMPANY 


1231 West Harrison St. CHICAGO 
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\ Yo'pipe 


You can always get prompt 
shipments of E-Z Hangers for 
ALL tube-type radiators. 
Baseboard adjustment if d2- 
sired. Use this strong, simple, 
one-bolt hanger. 


HEALY-RUFF CO. 
770 Hampden Ave., St. Paul, Minn. 
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remove the condensation and air 

from the return line of the vacuum 
steam heating system, discharge the 
air without back pressure direct to the 
atmosphere, and return the water under 
pressure to the boiler. 


In standard sizes, from 2500 to 300,000 
sq. ft. equivalent direct radiation. ‘For 
continuous operation, or with automatic 


control. 


Jisnove Vacuum Heating Pumps 


Motor-driven 
Jennings 
Condensation Pump 


Write for Bulletins Nos.71 and25 


NASH ENGINEERING CO. 
41 Wilson Rd., Se. Norwalk, Conn. 


Jennings Pumps 
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| Now Trade £tterature 


A New Book on Heating and Ventilation 

A new book on heating and ventilation with a special 
department on trouble jobs was published recently by 
Frederick J. Drake & Company, Chicago. The author, E. 
W. Riesbeck, who has done a great deal of writing during 
the past few years for heating, educational and technical 
papers, has attempted to condense a large amount of prac- 
tical information covering advancement of the last five 
years in heating and ventilating, into one book. There is 
also a department, the object of which is to show the 
contractor and engineer how various heating troubles can 
be overcome. Special emphasis is laid on proper layouts, 
proper pipe sizes and the best methods of piping to insure 
permanent results. The book is intended as a daily guide 
to all who have to do with heating, ventilating and power 
plant problems. The tables are based on actual experience 
and tests made by research conducted over a period of 
years. The purpose of the numerous tables is to save 
time of architects, heating contractors, heating engineers, 
superintendents, etc. 

The book contains 61 tables for every day use and about 


80 illustrations, which are said to cover every stage of 
heating and almost every kind of heating job. Electric 
radiation, copper radiation, gas heating, oil burning, steam 
traps, vacuum heating, vapor heating, greenhouse heat- 
ing, thawing pipes by electricity are some of the special 
features covered. 

The table of contents is as follows, ‘How to figure 
radiation for any kind of building; hot water heating; 
steam heating systems; air line systems; vapor heating 
systems; vacuum systems; heating systems supplied with 
steam from high pressure boilers; heating of homes and 
apartments by gas and oil; painting of radiators, copper 
radiators; indirect heating by radiators; combining three 
different heating systems into one unit; stokers for heating 
boilers; radiator grills, pipe coils and pipe returns under 
door openings; electric heating boiler; summer care of 
heating plants; steam traps; greenhouse heating; range 
boiler connection, and principles of domestic hot water 
heating; trouble jobs on hot water, steam, vapor, vacuum 
and air line heating systems; thawing underground pipes 
by electricity; pipe coils, traps and pipe joints; cement; 
weights and measures and ventilation. The book consists 
of 277 pages, 5x7% inches, is bound in morocco leather 
and sells for $5.00. 

Catalog of James B. Clow & Sons 

A twenty-three-page catalog descriptive of gas steam 
| radiators has just been issued by James B. Clow & Sons 
| of Chicago. The catalog points out instances when the 

unvented gas steam radiator may be installed, and other 
| conditions under which the vented radiator should be 
| used. The use of these radiators in apartment buildings, 
detached stores and offices, for auditoriums and conven- 
tion halls, factories, etc., is also explained. A series of 
| illustrations shows installations in Washington, Buffalo, 

Philadelphia, Louisville, and many other cities. 

Air Filtration Corporation’s Booklet 

Air Filtration Corporation of New York City has issued 
a booklet describing the construction and operation of its 
air filter. In addition to description, the booklet contains 
| a large illustration, showing details of the construction of 
the filter, a series of illustrations showing the operation 
of the filter, and several layouts for installations. 


———— 








American Sanitary Mfg. Co.’s Pamphlet 
American Sanitary Mfg. Co. of Abingdon, III., is distrib 
uting a small pamphlet which, among other things, gives 
football schedules, of particular interest because leading 


' teams from all over the country are included. 
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compression brass combina- 
tion supply and waste fix- 
ture. Below — Clow ‘Tri- 
umph"’ compression faucet— 
note the specialthreads which 
give ample flow of water on 
one quarter turn—the heavy 


EW 


Clow “Triumph” 
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popular prices. 


89 


stem—ample stuffing box cap 
— heavy shank with large 
flats on hexagon. Clow “*Tri- 
umph" Brass Fixtures are 
interchangeable, of typical 
Clow quality and sell at 


NAD 





Can a Faucet Earn Money For You? 


A piece of brass goods won’t go out 
and wield a Stillson, but it w7// do a 
lot for you—if it is a good faucet. 


Every faucet, or fixture 
that you install, remains 
as evidence, for or against 
you. If it works well and 
lastslong, itmakesfriends 
and customers for you. 
For one man recom- 
mends your work to an- 
other. If you trace down 


your new business, you 
JAMES B. CLOW & 


f * 
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KK 


\\ 
AN 


AN 


\ 


4 


would find that satisfactory equipment 
started a considerable portion of it. 


Because Clow ‘‘Triumph’’ Brass 
— ~-, Goods have been tested 
to the equivalent of fif- 
teen years of service, 
every Clow faucet install- 
ed means less trouble for 
the user. 


Plumbersaddasalesman, 

every time they install a 

piece of Clow ‘“‘Tri- 
9) 

umph’’ Brass. 





Caan satmemsenenttatne ~~ alll ensues 


SONS 201-299 N. Talman Avenue, Chicago 


Sales Offices in principal cities 
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PREFERRED FOR EXACTING PLUMBING SINCE 1878 
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For VAPOR Hear ~ 





Don't Talk heating 
without Hutchison. 


If you are to give 


your customers the 
maximum benefit of 
your knowledge in 


heating matters, you} 
owe it to yourself 
and to them to in- 
vestigate The Hut- 
chison System. Vap- 
or Heat, through The 
Hutchison System, 
has developed from 
an unknown quan- 
tity to the most 
economical and efh- 
cient heating system 
possible to obtain. 
Hutchison appliances 
are so simple that 
even a layman is 
easily convinced of 
their superiority. 





It means bigger profit 





for you if you will ow 
take the time to ac 
quaint yourself with Hutchison Regulator 


The Hutchison System 
Write for our booklet 
The Hutchison Fit- 


ter 


; Sales Corporation 
| 12 Lispenard St., New York,N. Y. 
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Plumbing Regulation and Plumbing Inspection 
The statistical department of the National Trade Exten- 
sion Bureau will soon have ready for distribution a nation- 
wide study of plumbing regulations and plumbing inspec- 
tion. This survey covers all cities of 5,000 population and 


over on which it was possible to secure data. The report 





HERE ARE THE ANSWERS 


(Questions will be found on page 17) 
1.—Felt and sheet cork are the most usual means. 


2.—The Heating and Piping Contractors National 
Association. 


3.—The Chicago stadium at the time of the 


Dempsey-Tunney fight. 
4.—That the length of vitreous fixtures be given 
before the breadth in catalogs. 


5.—34. 














6.—Ordinary soap and water is supposed to be 
the best. 
will show, first, whether the cities and towns have a 
plumbing ordinance. Next, the name and address of the 
plumbing inspector in places having such an official. In 
} addition, the department of the city government under 


which the inspector works is shown, 


| P 
| community. 


Where no plumbing 
inspector is employed, the official or body responsible for 
observance of sanitary regulations is shown. This data 
should prove beneficial and valuable to manufacturers and 
that plumbing inspectors 
It should also be of value and assistance to 


wholesalers of specialties are 
interested in. 
associations and groups of master plumbers in their ef- 
forts to sell a reasonable and justly enforced plumbing 
ordinance to the public and the governing officials of any 
Why? 
tion prevailing in cities and towns of the different 


3ecause the report shows the situa- 
popu- 


| lation groups, and is just the data that is needed to cause 


the public and governing officials to realize the need for 
adequate plumbing regulations and plumbing inspection. 
A small charge to partly cover the cost of gathering and 
compiling the information will be made. Anyone inter- 
ested in this study and data should write to the National 
Trade Evansville, Ind. 


Extension Bureau, 





CONVENTION DATES 


22, 1927.—Conference of the Welding 





October 20, 21 and 


| Industry, at the University of Minnesota, Minneapolis, Minn 


October 26 and 27, 1927.—The annual meeting of the Central 
Supply Association, at Palmer House, Chicago. 

December 5-10, 1927.—The Sixth National Exposition of 
Power and Mechanical Engineering at the Grand Central Pal- 


)} ace, New York City. 


January 23, 24, 25 and 26, 1928—The annual meeting of 


| the American Society of Heating and Ventilating Engineers, 


in New York City, with headquarters at the Hotel Pennsy!- 


| vania. 





The Hutchison System 





February 14 to 18, 1928.—The Midwestern Engineering and 
Power Exposition, at Coliseum, Chicago. 

April 3, 4 and 5, 1928.—The annual convention of the Amer- 
ican Oil Burner Association at Stevens Hotel, Chicago. 


COMING TRADE EVENTS 


of the 

New Jersey at 

N. J. 
KMastern 


on 


October 25, 1927. 
Heating Trades Golf 
Athletic Club golf course, 
15, 1927.—Golf 

at Wolfs Hollow, Water Gap. 

October 19, 1927.—The October meet of the New 
Metal Products Golf Association at Sandy Burr. 

November 5, 1927.—The third annual dinner and dance of 
the Jobbers’ Credit Association, Inc., of New York City, at 
the grand ballroom of the Hotel Commodore, New York City 
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WITH MASTER PLUMBERS AND 


HEATING 


CONTRACTORS 








MILWAUKEE ASSOCIATION PLANS NEW ADVERTIS- 
ING CAMPAIGN 

Plans to combat the time-worn joke about plumbers 
charging for extra time on their bills were discussed at a 
special meeting of the Milwaukee Master Plumbers’ Asso- 
ciation, held in that city recently. Over 180 members at- 
tended the meeting, which was held at the Builders’ Club. 

The principal speaker of the evening was Van B. 
Hooper, president of the Milwaukee Sales Managers’ As- 
sociation and vice president of the Milwaukee Advertising 
Club. “Only an intensive, continuous educational adver- 
tising campaign can eradicate the condition,’ Mr. Hooper 
told association members. 
vertising as the best medium to use for such a campaign. 
“Women, the purchasing agents of the home, read the 
newspaper as part of the daily task in household man- 
agement; men read its pages as a matter of business rou- 
tine,’ he said. ‘The newspaper is therefore a medium 
for quick, decisive results, and for making an immediate, 
definite impression upon prospective customers. It is 
needless to go further to prove that the newspaper is the 


He advocated newspaper ad- 


ideal medium, so I urge you to give most careful consid- 
eration to the use of the newspaper in your next year’s 
campaign.” 

Mr. Hooper urged plumbers to appropriate a fund of 
not less than $30,000 to continue their co-operative adver- 
tising campaign. The association is spending $14,000 this 
year in advertising. 

According to Peter J. King, assistant secretary, the 
plumbing business in Milwaukee has shown an increase of 
more than 38 per cent over the same period last year, as 
compared with an increase of only about 11 per cent in 


building trades as a whole during the same period. 


RICHMOND ADVISORY COMMITTER MEETS 

The first October meeting of the advisory committee of 

the Master Plumbers and Heating Association of Rich- 

mond, Va., Inc., was held in the association’s headquarters 

on Thursday, October 6. 

e ’ ‘ ‘ Hf . 

for October and November are KE. G. Harris, M. L, Long- 

worth, J. F. Fahr, J. Stuart Graham, H. G. 
Mason Booth and W. G. Winter. 


The members of this committee 


Longworth, 





HE national officers and directors in 

session at Hotel Peabody, Memphis, 

Tenn., on September 26, 27 and 28, 
among other things, selected June 19, 20 
and 21, 1928, as the dates for the forty- 
sixth annual convention of the National As- 
sociation of Master Plumbers, to be held in 
Memphis, as decided by the recent Minne- 
apolis convention. 

That the Memphis convention will go 
down in the history of the national asso- 
ciation as one of its best meetings is al- 
ready assured. Not only the trade of 
Memphis, but that of the entire South is 
aroused to the importance of the coming convention. 
The selection of Memphis, in fact, is taken as a com- 
pliment to Southland as a whole, and we have reason 
to feel that our southern friends will demonstrate 
their appreciation in a substantia) manner. 

There appears to be an unfounded impression that 
national conventions held in the South have been 

' 


poorly attended as a rule. Now, let’s see! Seven 
conventions have been held in the South proper with 














an average attendance, according to our records, of 


414 registered delegates—-a very good average. 


bs 


Memphis Convention Dates Selected 
A Message to the Members 


From Thomas F. Nolan, President, N. A.M. P. 





F. Nolan 


The largest convention, in point of reg- 
istered delegates, appears to have been the 
1922 Detroit 
gates; the second largest, the 1923 Atlantic 


convention with 663 dele 


City convention with 648 delegates, and the 
third largest, the 1926 Louisville conven- 
tion with 646 delegates. So,the South has 
not done so badly, if records count for any- 
thing. 

Memphis is a live city and her plumbing 
and heating trades in all their branches are 
united and determined to put our coming 
convention over big. In their efforts, they 
are already assured of the hearty co-opera- 
tion of their Chamber of Commerce and hotel inter- 
ests. The South needs this convention for the influence 
it may exert in advancing the cause of sanitation, and 
it needs it the more because it is an awakening South. 
Everywhere in Dixie land is progress apparent and 
plumbing and heating must be kept well to the front. 

Let us all resolve right now to attend the Mem- 








phis convention next June; first, for the good it will 
accomplish for the entire trade, and, secondly, to 
mingle with and enjoy the hospitality of our southern 


craftsmen. 
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The recent Detroit, 


2,200 HEATING CONTRACTORS ATTEND BOSTON, NEW 
YORK AND DETROIT MEETINGS 

The motion picture, ‘Foiling the Heat Thief,’’ produced 
by the Hoffman Specialty Co., Inc., 25 West 45th street, 
New York City, was shown Tuesday evening, October 4, 
at the Hotel New York City, before an 
audience of thousand heating contractors 
from the Metropolitan area and vicinity. The photoplay 
portrays in an animated manner exactly what happens 
the and radiators of a one pipe steam 
installation, graphically illustrating a heating 
contractor’s sales talk to a prospective customer. 

The meeting was presided over by P. B. Rech of the 
Hoffman Specialty Co., introduced C. V. Haynes, 
general manager firm. Mr. Haynes, after 


” 


Commodore, 


more than a 


risers 


within 
heating 


who 
of the 
extending the regrets of George D. Hoffman, president of 


sales 


the concern, who is detained on the western coast, out- 
lined briefly the aims of his company. Charles W. Stewart, 
supervisor of sales in the eastern zone, also spoke. 

The program that has been arranged was 
described by Guy Hutchinson, vice president and general 
manager of the Hoffman company. Mr. Hutchinson called 


attention to the vast change which has taken place in 


advertising 


California Officials 


RESIDENTS and secretaries of local master plumbers 
California met in confer- 
Hall 


trade 


associations for southern 
Plumbers 
reported 


in Los Angeles on 
on conditions and 
the progress the individual associations had made since 
the convention held in June at Yosemite. The at- 
tendance was not as large as had been anticipated. Nev- 
ertheless, several of the locals made optimistic reports 
and as a whole the conference revealed a fairly satisfac- 
tory state of affairs. C. R. Hutton, president of the State 
Association of Master Plumbers of California, presided. 
Ira E. Gould, president of the Glendale Master Plumb- 
Association, reported that the activities of his local 
directed principally to the cultivation of har- 


ence at Master 


September 29 and on 


state 


ers 
had been 
monious relations among the members and in this he said 
it had succeeded fully 100 per cent. He said that in in- 
creasing its membership the association was trying to get 
quality rather than quantity. He reported the associa- 
tion as in good financial condition, having at present about 
$2,000 in its building fund. He hopes that soon the asso- 


Mich., meeting of the Hoffman Specialty Co. 


business since the World War, the intensive competition, 
and the fallacy of price cutting. He also cited statistical 
figures of money spent annually for luxuries and pointed 
out that the heating contractor is not getting his share 
of the consumer’s dollar. 

At Boston on October 6, about 400 contractors attended 
a similar meeting. The speakers were introduced by 
Thomas Swan, Boston representative of the company. 


In Detroit Mich., the picture was shown Sept. 30 in 
the General Motors building, and about 800 heating men 
were in attendance. During an excellent five-course din- 
ner, an orchestra provided music. After dinner, William 
G. Boales, Detroit manager of the company, presided, 
and called on William G. Miller, president of the Detroit 
Association of Sanitary and Heating Contractors, to talk 
for the association, after having complimented him, 
Bruce Wigle, chairman of the association’s publicity com- 
mittee, and Thomas F. Carson, executive secretary of the 
association, for their co-operation in making the occas- 
ion a success. Frank H. Gaylord of Chicago, zone super- 
visor for the company, gave something of the history of 
the air valve, and after the picture had been shown, 


pointed out other features of his company’s valves. 


Discuss Conditions 


ciation will be in a position to own a building of its own. 

H. H. Armbrust, president of the North Orange County 
Association, reported that during the early part of the 
year his association had become disrupted and that it had 
taken hard work to effect a reorganization. However, this 
had been effected and the association now was operating 
in a harmonious manner. In his territory, the members 
of the association are boosting the state and national em- 
blem and all of them are using it on their letterheads and 
displaying it on their service trucks. He said his associa- 
tion was trying to educate the public to the idea of em- 
ploying association members for whatever plumbing work 
they might have to do and that measurable success was 
attending the effort. Mr. Armbrust took occasion in the 


course of his report to commend strongly to every official 
of the various locals the merit of attendance at meetings 


of plumbers and others connected with the industry. He 
mentioned in particular such conferences as the one now 
being held and meetings of the Sanitation Development 
League. 
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Claude Hickman, president of the San Pedro Associa- 
tion, spoke earnestly of the importance to every local of 
maintaining itself in a strong financial position, saying em- 
phatically that any association which did not maintain a 
satisfactory cash balance in its treasury was certain to 
be weak. His talk had principally to do with ways and 
means for attaining this satisfactory condition of a local’s 
treasury and he gave in some detail the methods em- 
ployed by his particular association. Mr. Hickman spoke 
of the proposition of where a master plumber shall buy 
his supplies, taking the position that no one had a right 
to dictate nor to criticize a master plumber for buying 
where he pleases. What the master plumbers should do 
upon the contrary was to see that every member of the 
association sold his goods at a profit irrespective of the 
source from which he obtained them. 

W. E. Wilmot, president of the Santa Monica associa- 
tion, reported that his local was in a reasonably flourish- 
ing condition despite the fact that it had had during the 
past two years to face a condition which hardly any other 
local in the district had met. He referred to the aggres- 
sive sales efforts put forth by the Southern Counties Gas 
Co. in his territory in the matter of introducing automatic 
water heaters. These methods in the past had been such 
as practically to preclude the possibility of the association 
members competing successfully in securing this business. 
Despite the protests of the members, this controversy be- 
tween the association and the gas company had remained 
unabated until the Santa Monica association had appealed 
to the Los Angeles Merchant Plumbers Association for 
assistance. W. F. Wood, business manager of the latter 
organization, had thereupon interested himself effectively 
in the matter. As a result of co-operative effort upon the 
part of the Los Angeles association and the Santa Monica 
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association, a tentative settlement had been arrived at 
which might or might not work out satisfactorily. How- 
ever, the gas company had agreed to reduce its trade in 
allowance from 20 to 10 per cent and to reduce its terms 
of payment from 18 to 10 months. Mr. Wilmot said this 
result was a victory for the association and he hoped that 
competitive conditions would show an improvement in the 
future. 

L. E. Remy, president of the Long Beach Association, 
made an optimistic report. He said his association was 
in a flourishing condition and apparently everything is 
well with the industry in Long Beach. He said that prac- 
tically every plumber in the district which the association 
cared to welcome within its ranks belonged and all were 
working in harmony. 

Lawrence Stuffler, president of the Los Angeles Mer- 
chant Plumbers Association, said that the Los Angeles 
body was in good shape and had increased its member- 
ship roll by 10 within the last few months. He said the 
sanitary committee had succeeded in getting a new plumb 
ing ordinance passed by the city council, which contained 
79 sections and which would place Los Angeles in the 
forefront of cities with a comprehensive and modern 
plumbing ordinance in force. Classes had been held 
weekly during the last few weeks, which were being at- 
tended by both masters and journeymen for the purpose 
of acquainting both factors in the trade with the new 
provisions. 

Having heard reports from all of the presidents present 
at the conference, Chairman Hutton called on the secre- 
taries to make their reports. W. F. Wood, business man- 
ager for the Los Angeles Merchant Plumbers Association, 
was the first called upon. Mr. Wood made a strong plea 
for co-operation and education, and at the close of his talk 
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Left to right: I. EF. 


business manager; L. F. Stuffler, 
Hutton, state president; 


Hickman, San Pedro president; W. 





the assembled officials decided to have his address mimeo- 
graphed and circulated among the master plumbers in 


southern California. 

He also the 
posed appointment of two field men for California by the 
sureau, for the purpose of bringing the 
Bureau into closer with the the far 
west and to work for the education of the master plumbers 
along the lines of better bookkeeping, better salesman- 


ship, better displays of their wares and for the general 


spoke at considerable length about pro- 
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contact industry in 


HONGCUOOTEEUOAANAUAAATASELDODUSETESETOLDEADOU EE CSECOEEEREEAAAAEDEODERO ES TEEED ETS EEE PEPEEEON SECT EE EEE TEE 


Make It Easier to Clinch 
Good Contracts— 


When you can offer non-rusting 


BADGER 


Copper Hot Water Boilers 


to your customers for very little 
more money than the ordinary 
kind—there’s always a new cus- 


tomer on your books. : 


The tinned inside of the boiler 
keeps the water more sanitary. 
Clean running hot water makes 
every good customer a booster for 
your services. 

Modern housewives demand copper 
boilers. You will find it easy to 
sell BADGER COPPER HOT 
WATER BOILERS. 


Write for Bulletin and discount 
price list. 








PERCE 


Uy 





TLL Th 
a Ti 


Witnecenenes 








E.B. BADGER & SONS CO. 


Gould, Glendale president; W. F. 
Los 
Bruce Clark, state executive secretary; Claude 
+ Wilmot, Santa Monica Bay presi- 
dent; Charles M. Swinnerton, past state president 








75 Pitts Street :: Boston, Mass. 


NEW YORK TULSA; OKLA. 
271 Madison Avenue Mid-Continent Building 


Representatives in all Principal Cities 


seenennennenne 





STL LLLLLOLTT PTT LL TT 


auanneaeneet 





October 15, 1927 


J 


Wood, Los Angeles 


Angeles president; Charles R. 





benefit and improvement of the retail end of the plumbing 
industry. 

This project was the result of a recent conference held 
in Chicago with the executive board of the Bureau and 
the local associations of master 
plumbers in California by Edward Looker of San Fran- 
cisco, secretary of the California Sanitation Development 
making a tour through southern 
The plan contemplates 


has been presented to 


League, who has been 


California talking to the locals. 
the expenditure of approximately $35,000 for this pur- 
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pose, and also contemplates raising a considerable portion 
of this fund by voluntary contributions from the individ- 
ual master plumbers of this territory. These contribu- 
tions have been placed upon the basis of $36, $24 and $12 
in the hopes that most of the masters will contribute at 
least the $24. 

Charles M. Swinnerton of Los Angeles has been made 
chairman of the committee for securing these contribu- 
tions in southern California, and with him have been as- 
sociated G. B. Schneider, of the Washington Iron Works 
of Los Angeles, representing the manufacturers, and Rob- 
ert L. Leonard, of Harper & Reynolds, Los Angeles, repre- 
senting the jobbers. W. F. 
secretary of this committee. 

Following Mr. Wood the following secretaries made re- 
ports: F. H. 
Hickman, of the Long Beach association; H. Fritz, Jr., of 
the San Pedro association; Carliss McElroy, of the South 
Bay association; George Neal, of the Los Angeles asso- 
ciation. These reports were in effect replicas of what the 
presidents of the associations already had reported. 

One question of importance which came out of these 


Wood has been appointed 


secretarial reports was an animated discussion as to the 
value to associational work of ladies’ auxiliaries. This 
ranged all the way from the sentimental influence of 
women in business to the hard-boiled attitude of some 
of the masters that women had no business intruding 
themselves or their personalities into business. The net 
result was an unofficial determination that the work of 
the auxiliary is an advantage wherever the association of 
masters is large and compact, but it is of doubtful value 
where the membership is small and scattered. 

Before adjournment, Chairman Hutton announced that 
he had appointed certain officials of the association to 
visit the locals in southern California to enthuse them 
and to stimulate membership drives. Claude Hickman 
was to visit the Long Beach and the South Bay associa- 
tions; Lawrence Stuffler was to visit the North Orange 
County, the Santa Monica and the San Bernardino asso- 
Hutton himself was to visit the 


-asadena and San Diego associations. 


clations; while C. R. 
Glendale, 
Chairman Hutton also announced that the next meet 
ing of the executive board of the state association would 
be held at Fresno on December 10 and that at the same 
time would be held the conference of the presidents and 


secretaries of all of the locals in the state. 


Edgar Schulze, member of the Heating and Piping As- 
sociation of Chicago, was in Paris, France, last month 
with the American Legion. Some of his friends in Chicago 
have received letters from him, in which he describes his 
visits to some of the battlefields and cemeteries. 


Ben Stevenson, heating contractor at 255 West Seventy- 
ninth street, Chicago, was elected president of the Cot- 
tage Grove Avenue Chamber of Commerce at its meeting 
held Tuesday, September 27. 


The contract for the installation of plumbing and heat- 
ing fixtures has been let to the Empire Plumbing & Heat- 
ing Co. of Muskogee, Okla., in the erection of the Deaf, 
Blind and Orphans’ Home at Taft, Tex. 


The heating and plumbing contract has been let to the | 


Herman Pechman Co., 611 Cherry street, Chattanooga, 
Tenn., in the erection of an almshouse, insane hospital, 
detention ward and boiler house, all at Silverdale. 


The Wahnseidler Co. of Evansville, Ind., has secured 
the heating and plumbing contract on the Earlington High 
School building under way in Louisville, Ky 


Pilling, of the Glendale association; Clyde 
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The two halves of the group photo taken at the Queens Borough outing 





QUEENS MASTER PLUMBERS HOLD SUCCESSFUL to wholeheartedly enjoy the occasion, but there was added 

OUTING a splendid program of entertainment prepared by Joseph 
Master Plumbers’ R-. Mittasch, chairman of the committee that made ar- 
rangements for the day’s frolic, and his assistants, John 
F. Rogers, Jacob Stockinger, Fred J. Zweygert, Joseph 


Guelch, Charles R. Budrie and Nicholas Donohue. 


The Queens Borough Branch of the 
Association of Greater New York was among the organi- 
zations that brought the outing season to a close in the 
eastern communities when it held its fourteenth affair of 
this kind on September 24 at Narragansett Inn, Linden- Immediately following the breakfast, which was served 
hurst, L. I. The day itself would have been sufficient to late in the morning, the major event on the program of 
cause the 300 master plumbers, their families and guests field sports was begun—namely, the baseball game. The 
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teams that took the field against each other with master 
plumbers on one side and salesmen on the other were 
rather strong. At times both Meierdiecks, who hurled 
for the salesmen, and Bickard, for the contractors, were 
hit rather hard, but sharp playing both by the infields and 
fly chasers helped keep the score down. Nicholas Donohue 
called them from behind the pitcher’s box and did an ad- 
mirable job. The players lined up as follows: 


Master Plumbers: Salesmen: 
Carberry, Sr., CF. Reilly, CF. 
King, C. Myles, C. 
Wagner, RF, Williamson, RF. 
Fields, 1B. Foster, 1B. 
Stockinger, LF. O'Brien, LF. 
Bickard, P. Meierdiecks, P. 
Merz, 3B. Corwin, 3B. 
Carberry, Jr., 2B. Sander, 2B. 
Essig, SS. Van Sise, SS. 


The score at the conclusion of the game was 8 to 3 in 
favor of the salesmen. 

It seemed as though every one present took part in at 
least one of the field events that were run off after the 
game. If this fact is in doubt, there is absolufely none 
with regard to the enthusiastic interest which was mani- 
fested by the non-participants, as each on-looker had some 
one of the contestants for whom he or she was rooting and 
explaining how the event might be won. 

In the 100-yard dash for salesmen, E. Van Sise was 
awarded a towel bar, a soap and tumbler receptacle, as 
first prize. The tool bag and wrenches, that were the 
first prizes in the three-legged race, went to A. W. Klein 
and Philip Maher. 

Miss Agnes Donohue. was presented with a traveling 
bag as first prize in the 50-yard dash for women, and 
A. P. Myles was given a low down toilet combination as 
first prize in the shoe race. 

The Jazz race was comical, as it required the contestants 
to run 50 yards, then hold a short stick in their hands 


upright from the ground, bend ‘over, resting their heads 











Upper picture: Committee on Arrangements: Fred Zweygert. 

Joseph Guelch, J. R. Mittasch, chairman; J. J. Rogers, Jacob 

Stockinger; seated in front, L. J. Redmond and Nicholas 

Donohue—Lower picture: George Arnone, secretary of the 
Bronx association, and L. J. Aicta 
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on their hands, twist around the stick a dozen times, then 
race back to the starting line. The fun began when the 
trip back commenced, as everyone reeled with dizziness, 
John Maher won a tank heater in this event, and E. Van 


| Sise won his second contest in the fat man’s race, and 


received a faucet. 

Miss Catherine Eck was awarded first prize in a ball 
throwing contest for women, and Mrs. E. Freund received 
the only second prize award when she was given ten dol- 
lars. Miss Lillian Eck proved to be the fleetest of foot in 
the race of 100 yards for women and was given a dozen 
air valves. A special feature was a badger race, the out- 
come of which is still in doubt. 

PROVIDENCE OUTING ATTRACTS LARGE CROWD 

The annual outing of the Master Plumbers Association 
of Providence, R. I., and vicinity was held Saturday, Sep- 
tember 24, at Plum Island Inn, Saunderstown. It was 
the largest gathering in the history of the association, 
members from all over the state being present. 

Arriving at the inn, the first event on the schedule was 
the baseball game between George O’Connell’s team and 
that of Roy Balentine. There was a lot of enthusiasm in 
the game, partly due to the prize, and partly due to the 
noted umpire, Tom Douglas, of Providence, who found it 
very difficult to keep players from going from first to third 
base by cutting across the pitcher’s box, and at the same 
time checking up on his friend, Harry Hardman, the score 
keeper. The game ended in a victory for Roy Balentine’s 
team by a score of 18 to 17, thereby winning nine dinners 

t Jim Smith’s Inn for himself and the team. 

The fat men’s race followed, and about a dozen, from 
200 pounds and up, tore up a steep hill trailing William 
J. Foggerty. The 100-yard dash was for master plumbers 
only, and Roy Balentine won a heater as first prize. 
Frank Coughlin won a pair of snips, second prize. The 
relay race went to Frank Knight, Richard Gibbons, George 
O'Connell, Frank Coffee and Frank Coughlin, all receiving 
cigarette cases. The potato race was won by George 
Shackleton, who received a hammer, and Roy Balentine 
received a pair of pliers as second prize. The first prize 
in the shoe race went to Frank Knight, who received a 
cigarette case, and George O’Connell received second prize, 
a pair of pliers. The three-legged race was won by W. T. 
O'Connell and W. J. Foggerty, who received a pair of cuff 
buttons each as first prize; George Shackleton and F. J. 
Coughlin received one pencil each as second prize. 
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Top row: William Dailey, president of Master Plumbers’ 

Association of Providence, R. L; J. F. Williams, treasurer: 

Joseph Phillips, secretary.—Bottom row: A. G. Fitzpatrick, 

Andrew L, Fitzpatrick, Frank J. Coughlin and Thomas W:t- 
son, all of Providence 
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Women’s Auxiliaries 


San Diego Auxiliary Holds Card Party 
The San Diego, Calif., Ladies’ Auxiliary inaugurated the 
winter’s series of social events by holding an afternoon 
card party in the Master Plumbers’ Hall, 1041 Eleventh 
street, on Wednesday, October 5. Present plans con- 


template holding a similar party once each month during | 


the winter season. Arrangements are in the hands of 

Mrs. William H. Kreiss, president, and Mrs. Ed. Rhode, 
secretary. 

Jersey City Auxiliary Resumes Meetings 

The Women’s Auxiliary of Jersey City, N. J., 

held a social affair, the first of a series of social meetings 


recently | 


to be held the third Tuesday of each month. Mrs. Louis | 








Top picture, left to right: Mrs. A. F. Leitgabel, Miss Alice | 


Leitgabel, Mrs. Joseph H. Volk, Mrs. Charles Miller, Miss | 
Mildred Schultz.—Lower picturé: Members of the Ladies’ | 


Auxiliary —Photos taken at the recent annual outing of the 
Heating and Piping Contractors Milwaukee Association 


Komoski, chairman of the refreshment committee, and 
members of the committee served a delicious supper. 
After supper music and games were enjoyed. 





Mrs. Wil- | 


liam Mulholland, Mrs. Reilly and Mrs. James Brennan | 


were prize-winners in the various games. 
Auxiliary Organized at Amarillo, Texas 


The officers of the auxiliary recently formed at Ama- | 


rillo, Tex., are as follows: President, Mrs. George Smith; 
vice president, Mrs. H. A. Hertner; secretary, Mrs. H. -G. 
Persons; treasurer, Mrs. T. D. Butcher. Five more mem- 
bers have been added to the auxiliary, making a total of 
twelve, including the seven charter members. Plans are 
being made for an interesting season. 


Business Ci hanges 


Visalia, Calif.—F. A. Newman has purchased the Qual- 
ity Plumbing Shop, at 424 East Main street, and will con- 
tinue the business under the name of Newman’s Plumb- 
ing Shop. 

Kast Grand Forks, Minn.—Announcement is made of 
the organization of the East Grand Forks Plumbing & 
Heating Co., succeeding the Don MacEachern Co. It is 
composed of Joseph Ryan, Don MacEachern and George 
Armstrong. 

San Francisco, Calif.—J. L. Hobro has moved his plumb- 
ing and heating establishment from 648 Jackson street to 
601 Jackson. 
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New Business “Ventures 


Kansas City, Mo.—Joseph F. Purmann and Geo. R. 
Young have formed a partnership under the name of Pur- 
mann & Young and have opened a plumbing and heating 
business at 1122 East 31st street. 

Norfolk, Va.—E. A. DeWaters, Inc., has been incorpo- 
rated with a capital of $25,000. The company will con- 
duct a plumbing business. The incorporators are E. A. 
DeWaters, Winifred L. DeWaters and Reuben E. Span- 
dorfer, Nusbaum building. 


Port Arthur, Tex.—The O. M. Briley Plumbing Co., 228 
Fort Worth avenue, has been incorporated by O. M. Briley, 
3025 Seventh street; J. D. 2300 Eleventh street, 
and Paul H. Griffen. 

Baltimore, Md.—-The Bibb Heating & Equipment Co., 
1024 Cathedral street, has been incorporated by C. Gordon 
Pitt, Edward B. Stellman and C. Irwin Dunn. 


Columbia, Mo.—John R. Sipes and E. C. McMillan have 
purchased the interest of A. D. Bowman in the plumbing 
shop of Bowman & Mahan. The new firm will be known 
as Mahan, Sipes & McMillan. 

New Orleans, La.— 


Hogan, 


Schaff & Meeks, contracting plumb- 
ers, have opened headquarters at 1207 Carondelet street. 

Jonesboro, Ark. 
East 


Fred Micklish has opened a plumbing 

Monroe 
Nick Rickert has engaged in the plumb- 

ing and heating business as the Tigard Plumbing Co. 


shop on street. 


Tigard, Ore. 
Los Angeles, Calif.—Dave Familian, George Familian 
and Zalec Familian and Charles M. Silver have engaged in 
the plumbing and heating business at 216 North Alameda 
Street, as the Familian-Silver Co. 
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Top picture: the committee: standing, I, Hankin, 8. Baltimore, 
I. Roll, Max Klienman, Chairman S. Severin and A. Schweitzer; 
seated, Lewis Adler and Vice President Benjamin Roll.— 
Middle picture: M. Snyder, Joseph Walpert, J. 
Cohen and Benjamin Levinson; seated, I. Ziff.—Bottom row: 
Harry CC. Weiskittel, Jr., and Anton C. Athmann; Sidney 
Mayer, Baltimore manager of the Burnham Boiler Co.; John 
Quinn and Miles Carey, both of the McShane Bell Foundry 


Co—Photos taken at the recent annual outing of the Balti- 
more City association 


Severin, H. 











TUE 


























Add 








meet any conditions. 
the last word in scientific range boiler construction. 
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All Dahlquist Aquatherm Boilers are made of pure Lake copper and are 80 carefully designed and constructed that they are 
guaranteed in writing for 25 years. They are made in all standard capacities from 25 gallons upward and in test pressures to 
They can be equipped with heaters operating with either gas, kerosene, electricity or coal, and represent 


DAHLQUIST MANUFACTURING CO. 
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The service rendered by 
the range boiler has been 
more than doubled 
through the patented 
Dahlquist Aquatherm. 
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The Dahlquist Aquatherm uses an entirely new 
water circulation principle. In ordinary range boil- 
ers, the water is heated gradually from below, a 
process which consumes much time and fuel be- 
fore the water is hot enough for use. In Dahlquist 
Copper Range Boilers, through the use of the Aqua- 
therm, water is heated in the pipe direct and is 
available for immediate use. When not needed in 
the service lines, it stores in the tank ready for 
later use. This principle results in quicker service, 
greater fuel economy and the elimination of water 
hammering, reversal of the hot water circulation 
and accumulation of sediment and steam, 










Complete information with prices available on request. 















So.Boston. Massachusetts. 
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C ontracts A warded | 


} 
Wis.—E. J. Sullivan has been awarded the | 
addition 


Kenosha, 
plumbing contract for the $250,000 hospital 


under construction here. 

San Pablo, Calif.—H. H. Holland, 1715 P street, Sac- 
ramento, was awarded the plumbing contract on the new 
brick school building to be erected here. 

Bridgeport, Nebr.—The plumbing and heating con- 
tracts on the new high school have been awarded to 
Berglund & Lindleaf, 1002 South Twenty-eighth street, 
Omaha. 

Ennis, Tex.—The plumbing and heating contract has 
been awarded to L. R. Scheneider and Company of Oak 
Cliff, in the erection of the local Odd Fellows Home. 


Opheim, Mont.—The plumbing, heating and ventilating 
contract for the new school building has been let to Elmer 
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TRADE MARK 








Johnson of Glasgow. 


Minot, N. D.—The Minot Plumbing & Heating Co. has 
been awarded the plumbing and heating contract on the 
addition to the building of the International | 
Harvester Co. 

Cedar Rapids, Iowa—The: Cedar Rapids Co-Operative 
Dairy Co. has awarded A. D. Schodde, 1521 Washington 
avenue, the contract for plumbing in the new creamery 
building. 

| 

Sioux Falls, S. D.—The Evangelical Congregation has 
let the contract for plumbing to the Barrett Sanitary En- | 
gineering Co. and for heating to the Thomas Heating | 

| 


business 


Ventilating Co. 

Asheville, N. C.—Sluder Brothers, 16 
street, have the contract for the heating and vacuum 
cleaning system for the Buncombe County Courthouse. 


North Market 


Glentana, Mont.—-Elmer Johnson, Glasgow, has been 





| 
| 
| 
} 








Top picture: 


tion of Plumbing and Heating Salesmen.—Middle picture: 
Joseph Markgrat; Harry Hemlin; Joseph R. Speliman.—Bottom 
picture: E. V. McGovern and Malcolm Walsh, members of 
the arrangements committee—Photos taken at the annual 
outing of the Manhattan association 
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PNEUMATIC—STORAGE—SPECIAL 
Black or Galvanized Catalog 


The Novelty Steam Boiler Works Company 


Clare and Kioman Sts. Baltimore, Md. 


DISSOLENE {32 72008 
LINE TROUBLE 














You prevent unsteady water lines, priming 
and sluggish circulation when you _ use 
Dissolene for cleaning boilers. 

A small amount is put into the boiler above 
the water line through any convenient open- 
ing and is not in any way injurious to radiator 
traps or packing materials. 

Keep boilers clean with Dissolene. 

From your jobber or from us direct. 














DISSOLENE CORP. :: Hempstead, N. Y. 








Harry Sugarman, president of the Bronx asso- | 
ciation; William F. Weber, president of the National Associa- | 


Don’tBe Content 


With ordinary Roof Flashings 


Specify and Use 
the Reliable 


“SIMPLEX” 


Made in 
All Lead—Copper— Galvanized 
Iron 





Every Flashing Adjustable 
Every Flashing Perfect 





Manufactured only by 


SIMPLEX MFG. COMPANY, 213W. Austin Ave., Chicago 











{FITTINGS FOR ALL TANKS 





| | | 


VER. 
NIB-CO- 
pT 


NORTHERN 
INDIANA 
BRASS CO. | 


ELKHART 
INDIANA 
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ENTERPRISE 
Quick Compression 


BASIN COCKS 


For a fast acting, long 
wearing basin cock 
there is no finer fitting 
than the Enterprise. 
It closes tightlyand the swing 
handle will not pull off or work loose. 























Your Jobber Can Supply You 


Enterprise Brass Works 
Michigan 





Muskegon 














© se 
go” WATER 
HEATER 


The coil of the Ohio Heater 


affords the greatest possible 
heat absorbing surface. This 
means that this heater will 
deliver much more heat 
than the ordinary heater 
and still use less 











VU | 


oil. 

The Ohio Kerosene 
Water Heater is 
moderately enough 
priced so that you 
will not have to 
argue price with 
your customer. The 
merits of it sell it 
almost on sight. 


OHIO HEATER Co. 


COLUMBUS, 
OHIO 


— 4 
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awarded plumbing, heating and ventilation contract on 


\ the new school building. 





| 





University City, St. Louis, Mo.—The St. Louis Engi- 
neering & Heating Co., 1417 Olive street, has been 
awarded the heating contract, and Gloeckner-Melville 


/ Plumbing Co., Clarendon and Hodiment Car Tracks, the 


plumbing contract for the church and Sunday school 
building of the First Presbyterian Church. 

Hickory, N. C.—The plumbing contract has been let to 
the J. C. Shiford Co. in the erection of the new building at 
Eighth avenue and Eighteenth street for the St. 
Lutheran Church. 


Lake Charles, La,—The heating and plumbing contract 
has been let to Craft-Rushworth, Ltd., in the erection of 
the new $148,000 First Methodist Church, South. 

Lexington, Ky.—J. R. O’Day, 522 West Short street, 
has the plumbing contract, and C. A. Matlack, 173 East 


High street, has the heating contract in the erection of 
the $250,000 building for St. Peter’s Church. 


Paul’s 





Top picture: Miss Mildred Case, Mr. and Mrs. W. D. Case of 
the Duro Co.—Second picture: Mrs. C. K. Dickey; C. E. Gay 
of the Kansas City branch of Kellogg-Mackay Co.; Mrs. Gay-— 
Third picture: Mrs. G. G. Manning, Mrs. John Karges and 
Mrs. George Foley.—Bottom picture: Mrs. W. T. Polley; Miss 
Helen Warren; Miss Lucille Warren; Miss Pauline Riggs; W.- 
T. Polley, Kansas state secretary; aii of Hutchinson, Kans-— 
Photos taken at the recent outing of the Kansas City, Mo. 
association 
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San ‘Antonio, Tex.—The Seidel Plumbing Co., 1618 


Broadway, has the plumbing contract in the erection of a 
six-story addition to the Ogilvie building. 


San Antonio, Tex.—Chalkley Brothers, 1222 Navarro 
street, have the plumbing contract in the erection of an 
apartment house on Magnolia street between Howard and 
Belknap. 

Terrell, Tex.—McLain & Schmidt, 39 Jennings street, 
Fort Worth, have the $13,499 plumbing contract, and 
Kinnison Brothers, 1201 South Lamar street, Dallas, 
have the heating contract in the erection of the adminis- 
tration building for the Terrell State Hospital. 


Brownsville, Tex.—W. H. Putegnat & Co. have been 
awarded the plumbing contract in the erection of the 
$220,300 Junior College building here. 

San Angelo, Tex.—The plumbing and heating contract 
has been let to A. T. Cheaney, 1822 Windsor avenue, 
Waco, in the erection of the new $155,000 Junior College 
building. 

Gainesville, Tex.—The Dallas Plumbing Co. of Dallas 
has the plumbing and heating contract in the erection of 
the school building at the State Training School for girls. 

Kdmond, Okla.—The plumbing contract has been let to 
the J. D. Mann Plumbing Co., Cotton Exchange building, 
Oklahoma City, in the erection of the $125,000 gymna- 
sium at the Central State Normal School. 

San Antonio, Tex.—The plumbing and heating contract 
has been let to Jud & Ormond, 703 North Flores street, 
in the erection of the $800,000 Plaza Hotel Annex. 


Purcell, Okla._—The heating and plumbing contract has 
been let to Cowen Brothers of Shawnee, in the erection of 
the courthouse and jail. 


San Antonio, Tex.—Fred Geyer, 439 West Commerce 
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George L. Meffett, Sr., George L. Moffett, Jr., both of Camden, 
and F,. H. Fitzgeorge, plumbing inspector.—Photos taken at 
the annual outing of the Montelair, N. J., association 


street, has the heating contract in the erection of the 
$100,000 church building at Avenue E and Sixth street 
for the Grace Evangelical Lutheran church. West & 
Gutzeit, 427 Main avenue, have the plumbing contract. 

Durham, N. C.—The plumbing contract has been let to 
the Durham Plumbing Co., 116 Concoran street, in the 
erection of the new $132,000 West Durham School build- 
ing. 

Frostburg, Md.—The contract for the heating system 
has been let to Bartley O’Neil Co. of Cumberland, in the 
erection of the gymnasium and auditorium at the Frost- 
burg State Normal School. 

Macon, Ga.—The O’Pry Plumbing & Heating Co. has 
been awarded the $150,000 plumbing and heating con- 
tract in the erection of the building of a second unit of 
Greater Wesleyan College to cost approximately $600,000. 

Goose Creek, Tex.—The Talker Plumbing & Heating 
Co. of Houston has been ¢ cded the plumbing and heat- 
ing contract in the erection of a new eight-room elemen- 














Accurate 
Threads 
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Customers 











Tight 


Joints 


THE HAYDENVILLE CO. 


Haydenville 
Mass. 


Five Points 
of 
Superiority 
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“Toledo” Floats 














This Solderless Float is as efficient and long wear- 
ing as a float can be. Spuds are tapped with deep, 
clean threads for full quarter twenty rods. 

WRITE FOR PRICES 


REICHERT FLOAT & MFG. CO. 


2238 SMEAD AVE., TOLEDO, OHIO 
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S-O-L-D-E-R-L-E-S-S 


Bullard Roof Flanges are 
solderless. For this reason 
there are no unsightly or 
weak seams to pull apart. 
Try them on your next 
roof job. 


Fits any roof 







Order from your 


tobber 





THE BULLARD SPECIALTY CO. 


Tiffin, Ohio 


Bullard Flanges 


SSSI SSAA 00 0000000000000 0000000 





The Baltimore Quality Line 


PLUMBERS’ CAST Brass Goons 


BALTIMORE VALVE CORPORATION 
BALTIMORE, MD. 





If Unions 
had any place 
in racing 


automobiles 
Dart Unions 


would be on 
the winners. 








E. M. DART MFG. COMPANY, Providence, BR. I. 


The Fairbanks Company, Sales Agents 














| | Canadian Factory: Dart Union Co., Limited, Toronto 


October 15, 1927 


| tary school building here, and a cafeteria for the Baytown 
‘elementary school, amounting to approximately $47,000, 
Oklahoma City, Okla. 


ing contract has been let to J. B. 
penitentiary. 


The $26,840 heating and plumb- 
Mann for the new cel] 
house at the state 
Westerly, R. I.—E. E. Boyington was recently awarded 
| the plumbing and heating contract for the new Memorial 
| library to be built from plans by Ludlow & Peabody, 101 
| , y 
| Park avenue, New York. 
| New Haven, Conn.—The Yale University Athletic Ag- 
sociation, Yale Station, has awarded the plumbing and 
heating contract for the proposed $200,000 field gymna- 
sium to be built on Maltby avenue, to the Lewis W. Lee 
Co., 99 Water street. 

Danvers, Mass.—John F, 
Salem, was awarded the heating contract for the proposed 
attendants’ dormitory at the State Hospital for Mental 
Diseases in Danvers, at the contract price of $5,550. The 
plumbing work will be done by Humphrey & Fitzgerald, 
15 Pleasant street, Marblehead, for $6,000. 

Cambridge, & Orlando have been 
awarded the general contract for the new mercantile 
building which is to be constructed at Brookline, Tudor 
and Emily streets for M. H. Gulesian of Chestnut Hill, at 
a cost of about $100,000. The Walworth English Flett 
Co., 81 Commercial Wharf, Boston, has been awarded the 
contract for the heating, and the plumbing contract has 
been awarded to the W. N. McKenna Co., 79 Chestnut 
street, Boston. 


Drummondville, Que., Can.—John Colford, Montreal, is 
doing the plumbing work on the new plants being con- 
structed here by Canadian Celanese, Ltd. 

Montreal, Que., Can.—John Colford had the plumbing 
contract on the new Willis building, erected to house the 
Willis Piano Co. 

Westwood, Calif.—The plumbing contract for the two 
new buildings now being constructed for the University 
of California Southern Branch has been awarded to Loh- 
man Bros., 232 South Spring street, Los Angeles, at 
$85,690. The heating contract was awarded to Howe 
Bros., 1198 South San Pedro street, Los Angeles, at 
$135,785. 


Everett, Mass.—The McMurrer Co., 303 Congress street, 
Boston, has been awarded the contract for the heating, 
,and the plumbing contract has been awarded to A. F. 
Curtin & Sons, 42 High street, Boston, for the additions 
| and alterations to the junior high school building on 
|} Summer street. 


Cabeen, 295 Essex street, 





Mass.——Marden 








| Boston, Mass.—Contract for the heating for the new 
| surgical building to be erected at the Boston City Hos- 


A Quality Hanger . 


The Gleockle Radiator Hanger 
will meet every demand of 
yours and your customer’s for 
strength and rigidity. 

It is reasonably priced and al- 


lows you a real margin of 
profit. Your jobber can sup- 
ply you quickly. 


A. F. GLEOCKLE, Jr. 











415 BAY STREET 
ROCHESTER, N. Y. 
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pital for the Boston Hospital Department, has been 
awarded to J. J. Hurley & Co., 104 Broadway. 


Cambridge, Mass.—Joseph Rugo of 80 Boylston street, 
Boston, has been awarded the general contract for the 
aeronautical engineering building to be erected‘ at Massa- 
chusetts avenue and Vassar street for the Massachusetts 
Institute of Technology. John E. Chatman, 57 Canal 
street, Boston, has been awarded the heating contract, and 
the plumbing contract has been secured by the Henry J, 
Lyons Co., 25 D street, South Boston. 

Woburn, Mass.—Walker & Brown have been awarded 
the plumbing contract for the alterations to be made to the 
Elks Home on Salem street. 

Plymouth, Mass.—The H. E. Whitten Co., 9 Federal 
Court, Boston, will do the heating and Cox & Johnson, 
143 Kingston street, Boston, the plumbing for the new 
Masonic Temple to be erected by Plymouth Lodge, A. F. 
and A. M., on Court street. 

Minneapolis, Minn.—Huston & Co., 915 Marquette ave- 
nue, haye been awarded the plumbing and heating con- 
tract in the four-story office building and printing estab- 
lishment of the McGill Printing Co., being built at Sev- 
enth avenue South and Fifth street at a cost of $150,000. 


Bridgeport, Nebr.—Berglund & Lindleaf, 1002 South 
Twenty-eighth street, Omaha, have been awarded the 
plumbing and heating contract in a two-story school being 
built here. 

Hastings, Nebr.—Ruthford Bros. have been awarded 
the plumbing and heating contract in the two-story Elks’ 
lodge building being built here. 

Rapid City, S. D.—The Duhamel Co. has been awarded 
the plumbing and heating contract in the new St. John’s 
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Top row: P. G. Fritzell of Walworth Co.; D. A. Erickson; 
John O’Connor; Harry Ryan of the Weil-MecLain Co.; Ray 
Ryan.—Bottom row: D. A. Erickson and C. J. Erickson; H. 
H. Diedesch and E. C. Wagner; Frank B. Hackett of the 
Brunswick-Balke-Collender Co.; E, C. Hoelscher of Hoelscher 
Bros.—Photos taken at the recent Evergreen golf meet of the 
Plumbing Contractors Association of Chicago 


St. Paul, Minn.—The Hankee Heating Co., 925 Mer- 
chants National Bank building, has been awarded the 
plumbing and heating contract in the three-story parish 
house being built at Dayton and Moore avenues. 


Nothing tricky about 
it, but it does the trick 


ERE’S a boiler—our square sectional—you can 
explain inside and out. Just why this does 
that; and that does the other thing. 


Yet, when you read the results on the jumping 
thermometer, and then measure them by the short 
coal bill, there’s a magic about it you can’t explain 
away. 


Read this open-faced boiler for yourself. We 
don’t have to tell you what a fire travel like that 
will do. 





Irvington, New York 
Representatives in All Principal Cities of the U. S. and Canada 
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Top picture: Mesdames Karl, Frank and Louis Oeftering.— 
Middle row: Mrs. C. M. Crawford, Mrs. S. J. Evans, Mrs. J. D. 
Bensley, Mrs. W. J. Collins, Miss Kathleen Collins, Miss Agnes 
White, Mrs. George Schmidt, Mrs. Clifford Starr, Mrs. Robert 
Cunningham, Mrs. J. C. Schmidt and Mrs. John H. Stafford— 
Bottom row: Mrs. J. H. Hanley, Mrs. T. J. Cronin, Miss 
Barbara Folley, Mrs. Alex Auchinachie, Mrs. C. H. Hakes, 
Miss Helen Cronin, Mrs. J. M. Blair, Mrs. M. E. Sennett, Miss 
Jean Collins, Miss Lucille Folley, Mrs. George Hart, Miss 
Jean Collins and Miss Frances Browne.—Photos taken at the 


recent annual outing of the Binghamton, N. Y., association 


Aberdeen, S. D.—The J. E. Pyne Plumbing & Heating 
Co., 109 Sixth avenue S. E., has been awarded the plumb- 
ing and heating contract for the six-story fireproof hotel 
being built by A. L. Ward at a cost of $300,000. 

New Orleans, La.—The plumbing and heating contract 
on the Newcomb College dormitory building has been let 
to H. A. Cabirac, 636 Carondelet street. 

La Crosse, Wis.—F. M. Branson & Son been 
awarded the heating and plumbing contract for the bank 


have 
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and office building which is to be remodeled here at a cost 
of $200,000. 

Milwaukee, Wis.—The Noerenberg-Marien Co. has been 
awarded a heating contract in a residence at 948 Hackett 
avenue. : 

Milwaukee, Wis.—The N. O. Larssen Heating Co. has 
been awarded a heating contract in a residence at 514 
Lake Drive. 

Viroqua, Wis.—Harry Fehlberg has been awarded the 
heating contract for the new building at the asylum here, 


Milwaukee, Wis.—M. D. O’Leary has been awarded the 
plumbing contract for the store and apartment building 
under construction at 1401 State street. 

Milwaukee, Wis.—Wenninger Bros. have been awarded 
the heating and plumbing contract for the store and apart- 
ment building under construction at 4907 Center street. 


Milwaukee, Wis.—The Wenzel & Henoch Co, has been 
awarded the plumbing contract, and the Zuehlke-Stoehr 
Heating Co. the heating and ventilating contract for the 
city’s part of the Public Safety building to be erected here. 

North Milwaukee, Wis.—Rice Bros. have been awarded 
the plumbing contract and M. E. Flaherty the heating con- 
tract for the cell house to be erected at the House of 
Correction near here. 

Eau Claire, Wis.—The Bartingale Co. has been awarded 
the heating and plumbing contract for a warehouse and 
garage building under construction here. 

Racine, Wis.—-The Albert Brunk Plumbing Co. has been 
awarded the plumbing contract for the tire factory under 
construction here. 

Antigo, Wis.—F. L. Beckman has been awarded the 
plumbing contract for the remodeled store building under 
construction here for the McClellan Stores, Inc. 
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HERE IS A BEST SELLER 


You will find that the “Holyoke” Auxiliary Heater will soon become 
one of your fastest selling lines. There are so many markets for them 
and they are so widely known that you will have little difficulty in 
disposing of them at good profits. 











The “Holyoke Auxiliary” Heater is equipped with brass unions that 
insure perfect joints. It is impossible for rust or sediment to collect 


Gold Medal Awarded **Holyoke’’ Heaters Sesquicentennial 
International Exposition, Philadelphia, 1926 


+ Holyoke Heater Company, Holyoke, Mass. 
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LOOK! LOOK! POEMS FORK OUR CONTEST 

These two come “From Philadelphia, where men are men 
and women are girls,” which is the only signature their 
author gave us: 

One night I met a charming girl, 
Who had such a taking way, 
A ring she got with a dandy pearl 
But I ain’t found her since that day. 

I wonder what he means—“women are girls’’?—if that’s the 
kind of experience he has in the City of Brotherly Love. 
ITere’s his second one: 

I was married to a lovely girl 
She had such a charming way, 
She was christened with the name of Pearl 
And has been a jewel to me since that day. 
Well, that restores our faith in Philadelphia. 


R. W., writing from Pasadena, Calif., submits this in our 
contest: 
Sandy fell in love with a sweet young girl, 
But to win her, didn’t know the way, 
He never bought her a diamond or pearl, 
All he ever would spend was—the day. 


And from H. R. K., of Camden, N. J., comes this one: 
I once had a pretty girl, 
And she had a pretty wavy, 
So I gave her a pretty pearl, 
But she left pretty quick next day. 


You'll remember the idea of the contest: We gave you the 
last word on each line—girl, way, pearl and day—and you 
were to write a poem rhyming every other line. Try your 
hand at it—the prize is a trip to Atlantic City—-at the win- 
ner’s expense. 


THEW’RE PRETTY QUICK, THESE IRISHMEN 

An Irishman passed a general store where a notice was 
hung saying that everything was sold by the yard. He 
thought he’d play a joke on the grocery clerk, so he asked for 
a yard of milk. 

The clerk, not to be outdone, dipped his finger in the milk 
and drew a line a yard long on the counter. “Five cents, 
please,” he said. 

“All right,” flashed the Irishman, “roll it up and I’ll take it.” 

HAYSCO SPIGOT. 


K. E. B., who writes you now and then from our office about 
your subscription, sent this up to us the other day: 
If a bricklayer lays brick, 
Why doesn’t a plumber lay plums? 


THE AYES HAVE IT 
The fight is done and I have won, 
Said Gene the other day, 
It makes me smile, how we beguile 
The boobs who like to pay 
Twenty, thirty, forty bucks 
To see a ten-round fight. 
So yowll agree, I’m sure with me 
That “Barnum, he was right.” 

J. T., Logansport, Ind. 


— 
“SY” SEZ 
All up-to-date florists are now advertising: “Say it with 
moonshine.” They know the flowers will come later. 


It’s funny how some respected citizens regard “Please 
Remit” on an overdue bill as nothing short of blackmail. 
“SY” MARTIN, Owensboro, Ky. 
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You will get the most all 
around satisfaction from 
West Park Products. These 
castings are of the highest 
quality and we carry moe 
enough supply of them on 
and to insure prompt de- 
livery. Write us for our 
complete new catalog. 


See your jobber about 
West Park Products 


WEST PARK 
FOUNDRY COMPANY 
W. P. 25 Cleveland, Ohio 

Trap Screw Ferrule 











SIGNET FLOOR DRAINS 


No Flooded Basements 


Where the Signet Drain is installed there can be no backwater. 


A perfectly reliable trap that automatically keeps out sewage, gas 
and germs, 


Always works. 
Nothing to get out 
of order. Brass 
working parts sub- 
merged. 


The Signet is clean, 
sanitary, simple, dur- 
able and efficient. 


Patented 
Crampton-Farley 
Brass Co. 
Kansas City, Mo. 


Write for 
Details 
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Efficient 


Efficiency — dependable efficiency 
is what you need most in a cellar 
drainer and that’s what you get 
when you buy a Rathbun Auto- 
matic Electric. 





























Ask your jobber 


ote Srathbun Co 


1036 Beaubien St., DETROIT, MICH. 












































UNDERGROUND 4 
SPRINKLER SYSTEMS: 
/Opportunity Pn yge ah 
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Wate 
SPRA-RIGHT SPRINKLER CO 


51 EAST 42™°ST., NEW YORK CITY.N.Y. 
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You, Too, Can Cash In 


On Water Heater 
Sales with the 


“Merion.” 





ir 
} 


! | 





Easy to Sell at 


$60 --- $66 
and $90 


Every home with 
gas and water is a 
prospect, just tell 
them about the 
‘*“Merion.”’ 

A “Merion” 
means a good profit 
and a satisfied cus- 
tomer. 


JOHN WOOD MFG. CO. 


CHICAGO, ILL. 
CONSHOHOCKEN, PA. LOS ANGELES, CAL. 





sale 






































Ideal Thread Cutting 


It costs less to cut good threads 
than poor ones. 


Bignall & Keeler machines are 
equipped with Peerless dies hav- 
ing curved eccentric relief, insur- 
ing good threads at all times. 





IT WILL PAY YOU TO 
INVESTIGATE 


BIGNALL & KEELER MACHINE WORKS 


of the N. O. Nelson Mfg. Co. 

















PEERLESS 3S 
S 1o EDWARDSVILLE, ILLINOIS o> o 
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— Bath a Day Ma f 
licity, designed especially for his use. 
paign stresses this thought of more frequent bathing. 
two colors, the Bath a Day slogan. There is also a big 
Bath a Day button, also bearing the slogan of the move- 
In this way, the store making use of the Bath a Day 


The alert master plumber, looking for something which will 

help him win the prestige for his business which he knows it 

deserves, will find in “The Story of 

the Bath” and the whole Bath a Day 

Movement, a splendid piece of pub- 

The campaign has been pronounced hy 

men who are familiar with such things 

as one of the most constructive efforts 

ever made by a business paper for the industry it served. 

ERE is how a typical Bath a Day Campaign works 

out. Taking as its basis the slogan, “A Bath a 

Day Keeps You Fit Every Way,” the whole cam- 

First there is the booklet, ‘‘The Story of the Bath,”’ which 

has been distributed in the schools of 165 cities and towns 
and to many Rotary and Kiwanis clubs. 

At the same time, there is a small sticker, to be placed 
on letterheads, envelopes, invoices, etc., which carries, in 
poster, twenty-one inches in diameter, which may be hung 
up in the display window or in the store, and a six-inch 
window transfer which is placed on the glass of the win- 
dow or store door. 

For distribution among school children there is a small 
ment in two colors. Many master plumbers have used 
the window transfer on their trucks, or have put the 
posters on the side of the truck or on the spare wheel— 
one having had the poster made up in its two colors on 
sheet tin to be carried on the spare. 
campaign is ‘“‘tied up’’ with the campaign. As the cam- 
paign makes itself felt in a desire for better bathroom 
equipment, the store which has identified itself with the 
movement naturally reaps the benefit. 

Write ““‘Domestic Engineering” for full particulars. 


Epigrams—For Your Use 


Desire is several laps ahead of possession. 
+ * * 


| 
‘Never judge the weight of a widow by her sighs. 
* * - 
| Air castles of a bachelor are usually constructed of 
1 


| smoke. 
~ * * 


The 


} life 
others. 


work of some people seems to be criticizing 
* * ca 

| A woman has her own way, even if it is a roundabout 

| way. 

* . ” 


Some men do well by doing their best friends. 





! —__ —__ 
known to most master plumbers in 
his long connection with the 


John Lowe, well 
York City through 


| water department of the Bronx, has joined the faculty of 


} 

| the General Society of Mechanics and Tradesmen Insti- 

| tute at 16-24 West Forty-fourth street, it is announced by 
Louis Rouillion, director of the school department. Mr 

| Lowe will be an instructor in the plumbing department. 


} New 


EES ‘ee 


Turner & Cook of St. Joseph, Mo., have been awarded 
the heating and plumbing contract in the erection of the 


| hew tubercular hospital at the Missouri state sanatorium 
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Look in the 
Bull’s-Eye! 


HERE’S the answer to the 

sensational success of 
BSieest& Pipe Wrenches. It 
isn’t so much that this guarantee 
is affixed to every RIF&aID 
Wrench, as the fact that the 
chances of your ever having to ask 
us to “‘make good’’ on it are less 
than a hundred to one. For per- 
fection in pipe wrench performance, 
and long, uninterrupted service in- 


sist on Exl@exl(. Your source 
of supply has them, 6 to 48 inches 
in regular and end patterns. 


The Ridge Tool Company 
Dept. D, Elyria, Ohio 
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Then They Decided to 
























Use Wrought Iron After 


and lelephoned 


the Plumber who 
Used the Two Bid 


Sticker 


EMEMBER the time you walked into a clothing 
store with the absolute intention of paying forty 
dollars for an overcoat—and not a cent more? Well, 
we're willing to bet that while the salesman showed 
you the forty dollar coats he brought out a few at 


fifty or sixty dollars—‘“just for you to look at.” And 


the chances are you went out of that store with one 
of those fifty or sixty dollar coats and were well 
pleased in the bargain. 


Why not use the same strategy that salesman used in 
going after your own contracts? When you’re asked 
to estimate on steel pipe, attach a Reading Two-Bid 
Sticker to the estimate. Then you’ll have an estimate 
that gives your prospect the information that he 
asked for—and gives you a real opportunity to make 
a bigger, better sale. 
Many a job that looked like a “‘steel job’? in the 
estimate stage turns out to be a “‘wrought iron job” 
when the specifications are written. So play safe with 
the alternate estimate idea. 


Write today for some Reading Two-Bid Stickers, then 
““when they decide to use Wrought Iron after all’ 
you'll have a big ‘‘jump”’ on your competitors. 


— 


Reading’s Identification 


So that neither paint nor time will erase its 
identity we cut a band of spiral knurling upon 
every length of Reading Genuine Wrought Iron 
Pipe. It protects you against substitution and 
authenticates the installation forever after. 


Spiral Knurled 


READING IRON COMPANY 


READING, PA. 
Baltimore Minneapolis Los Angeles Cleveland 
Boston Cincinnati New York St, Louis 
Buffalo Detroit Philadelphia -~< Shreveport 
Chicago Houston Pittsburgh Tulsa 
Seattle 


EADING PIP 
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TFATENTS | 


Plumbing Department 


1,639,666. Valve-Controlling Mechanism for Water 
Heaters. Theodore J. Radke, Oak Park, Ill. The com- 
bination with a valve, of a spring tending constantly to 
close the same, a lever means tending constantly to open | 

} 
the valve, a trigger for locking the valve open, and a 
movable device constructed and arranged to hold the 
trigger in its release position and the lever means in an 
idle position in one position of the device and permit the 


trigger to assume a locking position and the lever means 
to open said valve in another position of said device. 






Yt 








Albert C. Brown, Chicago. A fau- | 


Faucet. 
cet including in combination with the body thereof, a re- 
within 
frictionally 


1,640,527. 


movable valve unit structure comprising a sleeve 
the valve body, a sheet metal valve seat 
cured to one end of said sleeve, a diaphragm within said 
body having an opening therethrough, a beveled seat on 


said diaphragm adjacent to said opening, a tapered por- 
tion on said valve seat, a cap for engagement with said 
sleeve, and arranged to move said sleeve longitudinally to 
force the tapered portion of said valve seat firmly against 
said beveled diaphragm seat, a valve washer and means | 
for actuating said washer carried by said sleeve. | 


se- 


pee 


a * *” 

1,639,248. Bathroom Fixture. John G. Zolleis, Phila- | 
delphia, Pa., assignor to Test-Tite Co., a Partnership con- f 
sisting of Paul Panhorst and John G. Zolleis, Philadel- | 
phia, Pa. 


to extend through an opening in 
capable of use with walls of different thickness to pre- 


A bathroom fixture, such as a valve, adapted 
a bathroom wall and | 


mw A 





1,639,248, 


sent a wholly smooth, finished and ornamental surface on | 
the bathroom side, regardless of the wall thickness, com- 
prising a casing, a valve stem, and a packing means for 
the stem, the packing means including a smooth surface } 
finished housing sleeve encircling the stem and extending 

from the casing to near the end of the stem, a substan- 

tially frusto-conical encircling at its 
end the sleeve and adapted at its large end to abut the | 
wall, and a collar fitting the housing sleeve and abutting 


escutcheon small 
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ALarge Float 


Heavy Cast Base 
Vv 
GUARANTEED 
FIVE YEARS 
+ 
All metal, 


non- adjustable 



























. ft *. 
Cross section Tull Size 


“he Last Word~ 
In SyphoneAir Vo/ves 


Wholesalers should be glad 


to fill your requirements on 
these products. 


No. 10 Floor 
and Ceiling Plates 


Made of Cold Rolled Steel 
Coppered and Nickel Plated 
Strong Hinge 

| Easily Locked 
Concave Springs which give 
eight sharp points of 
contact to pipe 



































New York Air Valve Corp. 


5 E. Third St. New York 
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VINCO 


Cleans Clean— 
New, Remodeled or 
Old Heating 
Systems 


Specified by foremost architects 
and heating engineers. 


Stocked by leading jobbers 


Have you sent for our folders 
to mail your customers? 








The Vinco Company, Inc. 
75 Vesey St., New York, N. Y. 














PAINE TOGGLE BOLTS 
The Only Spring Type Wing on the Market 


The wings open instantly 
in any position in hollow 
material. 


Any style head 
Any length bolt 
Standard bolt 
threaded to head 


Requires no guiding— Just 
insert — The spring does the 
rest. 


Samples on request— no charge 


THE PAINE COMPANY 
2947 West Carroll Avenue 
CHICAGO, ILLINOIS 
79 Barclay St. New York City 














Ghe 
“EDDY SINK” 


2 Compartments, 
washing and dry- 
ing, built integral. 
This is FLAT 
RIM type set in 
tile. Note the 
integral.Compart- 
ments, obtainable 


in right or left 
washing side. 





Write for Catalog 


THE D. A. EBINGER SANITARY MFG. CO. 
200 Lucas Street, COLUMBUS, OHIO 
Manufacturers also of Ventilated Closets, Urinal Wash Sinks, 
Drinking Fountains and Steel Partitions for Toilet Rooms. 








MONARCH 
| WATER SYSTEMS 


4 


a 


A> 
MDNARCH 
it 


ao a for ( atalog 
The MONARCH ENGINEERING (0 


DAYTON, OHIO., VU. 
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October 15, {927 
the end of the escutcheon to hold it in place, the collar 
having means to clamp the same to the sleeve in adjusted 


position. 
* * a 


1,639,446. Attaching Means for Combination Faucets, 
Robert C. Zannoth, Milwaukee, Wis., assignor to The 


Roberts Brass Co., Milwaukee, Wis. Means for attaching 
a combination faucet having a pair of inlet ports to 











spaced supply pipes through an apertured wall, said 
means comprising units projectable through said wall, 
and eccentric portions on said units rotatable to com- 
pensate for variance in spacing between said ports and 
pipes. 

* * * 

1,639,705. Bath Appliance. Victor E. Schmiede- 
knecht, Louisville, Ky. A shower bath structure includ- 
ing a body cast as a unit and having an open front, said 
body having a base provided with an upstanding flange at 
the open front portion of the structure, said body being 
open at the top, and a cap member covering the top and 
also cast as a unit seated on the upper part of the body 
and having its walls engaging corresponding walls of the 
body to form a downwardly extending joint on the inner 
portions of said walls, said cap member having a hollow 
boss in its upper part for the passage of a water pipe. 
































1,639,966. 


1,639,705 


Edward H. Raper, Ma- 
The 


1,639,966. Ventilating Closet. 
pleton, Iowa, and Charles E. Raper, Sheridan, Wyo. 
combination with a water closet bowl and the waste pipe 
of the closet, of a ventilating chamber communicating 
with the bowl, a seat for said bowl, means for creating 
suction through said chamber to withdraw foul air from 
the bowl comprising a perforated tube mounted within the 
chamber, a supply pipe communicating with said tube, a 
valve for controlling the supply to said tube, means op- 


- eratively connected to said seat and said valve for causing 


fluid to flow through said tube when the seat is lowered, 
and means communicating with the atmosphere and con- 
nected to the ventilating chamber for preventing back 
suction of the liquid passing through the tube when the 
supply is shut off. 
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1,639,748. Water Heater. Henry W. O’Dowd, Jersey 
City, N. J., assignor, by mesne assignments, to Standard 
Gas Equipment Corporation, Baltimere, Md. <A_ water 
heater including in combination a cylindrical storage tank, 
a cylindrical casing surrounding and spaced from said 
tank and formed in one side with a recess constituting a 
shallow segmentally-shaped combustion chamber, a cover 
for said chamber forming a curved continuation of the 
casing, a water circulating coil arranged in said chamber 
and contained wholly within the cylindrical contour of 
the casing and communicating at its ends with the in- 
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terior of tank, and means for generating heat in chamber. | 
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1.639,954. 
1,639,954. Two-Way Drain Valve. Arthur L. Mitchell, 
Dallas, Tex. In a combined hot and cold water drain 
valve, a valve casing having supply and service pipe con- 
nections and an intermediate drain opening, a hot water 
drain pipe connected to the casing adjacent the drain 


opening, a main valve in the casing intermediate the sup- | 
ply and service connections, and a drain valve extending | 


from the main valve and operating in the drain opening 
to close the same and the hot water drain pipe when the 
main valve is opened. 


* * * 
1,639,997. Inlet-Valve Mechanism. Philip Haas, Day- 
ton, Ohio. The combination with a flushing tank, of an 


inlet pipe therefor, provided with a valve seat at its ex- | 


tremity, an inlet valve casing comprising two separable 


| 
| 
| 





members, one of said members being provided with a | 


threaded aperture engaging threaded portions of the inlet 


pipe and having a discharge aperture adjacent thereto, an 
inlet valve consisting of a flexible disc interposed between 





“1,640,692. 


1,639,997. 


the members of the valve casing and extending over the 
valve seat on the end of the inlet pipe, the other member 
of the valve casing being provided with means for depress- 
ing the valve upon said seat, means for connecting the 
said casing members permitting a relative rotation of one 
of said members with respect to the other, and a float 
actuated lever operatively connected with the valve casing, 
and adapted to engage the valve actuating device therein, 
whereby, by rotating said first mentioned valve casing 
member with respect to the inlet pipe the location of the 
valve seat with respect to the valve may be adjusted. 
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A Water Service 
for ALL Water 
Needs 








The HOOSIER Line of com- 
plete water systems covers 
the entire range of farm and 
home water needs — from 
deep or shallow wells; capac- 
ity from 120 gallons an hour 
and up; and for any source 
of power. Each is built on 
our well known, time-tested 
principles and protected for 
years and years of service by 
the GALVAZINK Coating. 
There is a HOOSIER to suit 
the needs of all your custo- 


mers. 


2 
Get this Book/ 
ef this Book, 
How to have Run- 
ning water,” a copy 
of which is waiting 
for you, contains 
some valuable in- 
formation. May we 
send it, together 
with details of our 
dealer proposition? 


ALLING MFG. . 
FLINT & W G MFG. CO Please write today ! 


76 OAK ST. KENDALLVILLE, IND. 





WALUING wey 


# HOOSIER © 


wpinedy 


GALVAZINK PUMPS 
HOOSIER PUMPS 
HOOSIER CYLINDERS 
“Oll-Es Beari 


* STAR ¥ 


acaisreate Wande Aameub baronet 















They're Favored for 
Easy Installation 


Ask the plumber who uses Hessler Roof 
Flanges why he does. He will tell you 
that they are easy to install. One man 
can do it and when its in place, its there 
to stay for the life of the roof. 


H. E. HESSLER CO. 


SYRACUSE N. Y. 


adid NOW! 
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Sales! 


The problem of every 
business man—repeat 
sales. That is the big 
outstanding feature of 
Maid-En White Porce- 
lain Bath Room Fixtures 

solving the repeat 
sales problem. The sale 
of one fixture almost in- 
variably brings your 
customer back for more. 


Repeat sales mean 
repeat profits — Maid- 
En-White fixtures are 
repeaters. 

Don't forget we also 
make a complete line of 
enamel and nickel fix- 
tures that are big values. 


If you want our catalog 
and prices, drop us a line 
today! 





























Ghe Autoyre Company 


(AUTO-WIRE ) 


OAKVILLE CONN. 
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| Englert, Rochester, N. Y. 
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1,640,692. Faucet. George W. Cooke, Jamaica, N. Y,, 
assignor to George W. Cooke Co., Inc. A faucet compris- 


ing a tubular body including an inlet portion and an en- 


| larged cylindrical valve chamber joining the inlet portion 


with a shoulder constituting a valve seat and having a 
circumferential series of openings in front of the 
seat, a spout sleeve angularly adjustable about the per- 
forated part of the valve chamber and having a laterally 
open spout, and a cylindrical valve plug fitting within the 
valve chamber throughout and beyond the perforated por- 
slidable therein to open and the 


valve 


and axially close 


Heating Department 


1,640,33 Heating and Ventilating Device. Samuel 
R. Lewis, Chicago. A heating device comprising a grille 
having a rear wall, a front wall inclined towards the rear 
wall and of less height than the rear wall, end walls con- 
necting the front and rear walls, the upper and lower ends 
of the grille being open, bars connecting the upper edges 
of the front wall with the rear wall, and inclined at an 
angle to the horizontal, a supply pipe carrying a heating 
medium, means for securing the supply pipe to the upper 
edge of the front wall, and a return pipe for the heating 
medium disposed between the front and rear walls of the 


grille. 
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1,640,641. 


1,640,641. Judd 


casing 


Humidifier. Walter 
Bridges, Two Rivers, Wis. A combined radiator 
and humidifier having front, rear and end walls, 
front wall being provided with an outlet opening for the 
discharge of heat and vapor saturated air, a substantially 
rectangular water pan, means for supporting said water 
pan within said casing in flat contact with the front wall 
thereof and outlet opening an_ inverted 
U-shaped supporting rod removably positioned in said pan, 
means whereby the legs of said inverted U-shaped sup- 
porting rod will be held against swinging movement and 
in close proximity to the front wall of said pan, said in- 
verted U-shaped rod having its bight portion located 
above the upper edge of said pan and above the plane of 
said opening, an absorbent screen supported upon the 
bight portion of said U-shaped supporting rod and depend- 
ing into said pan, the width of said screen being co-exten- 


Air-Cleansing 


said 


below said 


sive with the width of said opening and said inverted 

U-shaped supporting rod serving to hold said screen 
against the front walls of said pan. 
* + * 

1,640,566. Heating or Ventilating Register. Charles 


A heating or ventilating reg- 


ister comprising a face plate, a shutter pivoted on the 
rear face of said face plate and having portions on oppo- 
site sides of its pivot, and two independently mounted op- 
erators on the face plate arranged to co-operate each with 
one of said portions on opposite sides of the pivot to shift 
the shutter in opposite directions. 
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1,640,874. Radiator. Otto S. Beyer, Brooklyn, N. Y., | 
assignor, by mesne assignments, to E. W. Bliss Co., Brook- | 
lyn, N. Y. A metal radiator comprising longitudinally | 
flattened shells of light gauge, said shells being closed at | 


| 
| 
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1,640,874, 
one end and seamless throughout, said flattened sides 
being constricted longitudinally for providing channels for 
circulation. 

* * * 

1,640,600. Gauge Trap. Ralph H. Crosby, Minneapo- 
lis, Minn., assignor to American Plumbing & Heating Co., 
A gauge trap comprising a casing 
having similar attaching means at either end whereby 
either end may be attached to the same connection, over- 
lapping walls dividing the interior of said casing into com- 
municating upwardly and downwardly extending passages, 
thus forming reverse traps, said casing having a test 
gauge opening in communication with said passage on a 
level with the upper edge of a wall whereby when said 
trap is used as a gauge trap, an additional test gauge may 
be attached to the trap. 


Minneapolis, Minn. 
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1.640,600. ly 1,640,629, 
1,640,629. Central Heating Installation. Derk van der 
Woude, Groningen, Netherlands. A central water heat- 


ing installation comprising radiators, an open reservoir 
placed below certain of said radiators, a radiator return 
pipe opening into said reservoir, a water pump, a pipe 
leading from the open reservoir to the suction side of said 
pump, chambers elevated with respect to the radiators 
which they serve, pipes leading from the pressure side of 


the pump to said chambers, pipes leading from each cham- | 


means for heat- 
and means 


ber to the corresponding radiators below, 
ing the water fed by the pump to the radiators, 
to keep a substantially constant level in each chamber. 

* * * 
Sarl Marr, Minneapolis, Minn., 
Minne- 


1,640,418. Oil Burner. 
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ESTABROOK 


CATCH BASIN | 


The Estabrook Catch Basin 
will give fine efficient serv- 
ice to the customer. Like 





Send for — 
catalog of our all Estabrook Products it is 
complete —_ made with utmost care. 


»)} Catalog 


R. ESTABROOK’S SONS 


So. Boston, 


| 
| 
| Our 
| 


204 First St. Mass. 


| 














assignor to Marr Oil Heat Machine Corporation, 











HOSSFELD 
Universal Iron 
BENDER 


Here’s a picture of what 
you can do with pipe 
with the Hossfeld Uni- 
versal Iron Bender—an 
economical, speedy tool 
that represents the best 
in manufacture and ma- 
terials. 


HOSSFELD MFG. CO. 
Winona Minn. 
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The STINSON Patent Equalizing Valve 


A system designed to prevent Water Hammer and any reaction 
in the water supply system in the building. If properly installed, 
the Stinson Equalizing Valve is guaranteed to completely and 
thoroughly remove any vibration in water pressure systems of 
piping. 

The Valve is made in sizes as conditions require. 

Stock sizes: 144 and 24 inch. 

1X inch will take care of from \ inch to 2 inch supply. 

2 inch will take care of from 2 inch up to 4 inch supply. 

Send rough sketch of piping in basement and I will advise you the 
proper place to install the equalizer. 


Robert Stinson, 1632 Forbes Street, Pittsburgh, Pa. 
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A Graves Portable 
Vise Stand and Pipe 
Bender makes work 
easier for your men 
and consequently 
makes it better. 

It takes less time to 
do it with a Graves. 





\ Write for complete 
“ 
Save \ 


With a 
Graves” 


information and 
prices or consult 
your jobber. 


W.L. GRAVES 
Hatfield : Mass. 
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y) DON’T PASS UP SALES 
When you are on a repair job don't 
pass up a sale by failing to mention 

- to the housewife the SHER-WHITE 
Porcelain Enameled Cover. It is just 
the thing for the combination sink and 
tray. Housewives like it because it’s 


so clean and neat. 


4 Patented November 25th, 1919-—April 28th, 1925 


LS) g) ©) =e Oh > oe OOP 
—10™® HENDERSON STREETS, JERSEY CITY,N.J. 

















Rreakors 


On the Oceanfront 











Preterred--- 


N SUMMER and all seasons by those who know 
and want the best—upon either the American 
or European plan—and sensible rates withal. 


DANCING GOLF HEALTH BATHS 
AFTERNOON TEAS GARAGE 


JOEL HILLMAN, JULIAN A. HILLMAN, 
PRESIDENT VICE-PRESIDENT 


When in Washington Visit Harvev’s Restaurant: 
11th and Pennsylvania Ave’s. Famous Since 1856 
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apolis, Minn., a Corporation. In a centrifugal oil burner, 
the combination with an upright non-rotary oil delivery 
pipe provided with a distributing head having a down 
turned oil delivery conduit offset from the axis thereof so 
as to deliver the oil radially outward of said oil delivery 
pipe, a rotary sleeve journaled around said oil delivery 
pipe, an open deep atomizing cup secured to said sleeve 
for rotation therewith, and an inverted cup-shaped cap 
enclosing said distributing head and secured at its lower 
portion to the bottom of said cup for rotation therewith 
around said cup, said cap being open at its lower portion 
for the discharge of oil to the bottom of said cup, the 
upper end of said sleeve being extended upward within 
said cup and terminated close to the top of said cap. 








1.640.418. 


1,641,065. 


1,641,065. Pipe Clamp. Christopher C. Callery, West 
Coatesville, Pa. A pipe and tube holding device of the 
class described, comprising an outer casing formed of in- 
tegrally connected halves, means for connecting said 
halves together, and a plurality of bushings arranged in 
said casing, each bushing being composed of a pair of 
half-sections of symmetrical configuration, and co-acting 
means between the adjacent sections of the respective 
bushings for maintaining said sections in nested relation, 
whereby to adapt said device for clamping pipes of vari- 
ous diameters, said co-acting means comprising lugs on the 
outer faces of said sections fitting into correspondingly 
shaped holes on the inner faces of the co-operating sec- 
tions. 

* * » 

1,641,356. Oil Burner. Thomas W. Roach, Seattle, 
Wash. An oil burner comprising a rotative distributor 
a fire grate surrounding said distributor and having an 


























| 1,641,356. 

upstanding circular flange positioned to receive the dis 
pecen from said distributor against its inner face, a de- 

| pressed channel just without said flange and a wall just 

| outside of said channel and extending upwardly there- 
from. 
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Minimum $2.00 for each insertion. 


Count seven words 
One inch $4.00. 





Cash must accompany order. Copy should reach us eight days in advance. 








Situations Open 


HEATING SALESMEN OPEN FOR AD- 

ditional connections wanted for va- 
por heating system on straight com- 
mission. Some experience and direct 
contact with heating contractors re- 
quired. Address Key 933, ‘“‘Domestic En- 
gineering,” 1900 Prairie Ave., Chicago. 





SEVERAL MEN WITH EXPERIENCE 

and clientele among plumbing supply 
jobbers wanted by old established firm 
making a full line of staple brass 
goods and concealed brass fixtures for 
the following territories: Washington 
and Oregon, also Minnesota, Wiscon- 
sin, Illinois and Iowa. United-Obern- 
dorf Corp., 3844 Hamilton Ave., Cleve- 
land, Ohio. 





WANTED: BYU A NATIONALLY 

known manufacturer and distribu- 
tor of Vapor Heating Specialties, Sales 
Engineers for several districts in mid- 
west and the east who have a high 
grade clientele among the Architects 
and Heating Contractors, coupled with 
proven ability to make heating plans, 
marked sales ability and of high moral 
character, to sell Vapor Heating Spe- 
cialties and Systems on a most liberal 
commission basis. A rare opportunity 
as a side line to men possessing these 
requirements and who already main- 
tain an office. With your application 
please give your present line of busi- 
ness, the territory you cover, experi- 
ence and age. Address Key 928, “Do- 
mestic Engineering,” 1900 Prairie Ave., 
Chicago. 





WHOLESALE PLUMBING AND HEAT- 

ing supply house requires several 
capable young men in its general office. 
Only those with real experience in bill- 
ing, pricing, etc., need apply. This 
firm is rapidly expanding, offering ex- 
cellent opportunity for advance to the 
right men. Give references and expe- 


rience. Address Key 936, “Domestic 
Engineering,” 1900 Prairie Ave., Chi- 
cago. 


COMMISSION SALESMAN TO REPRE- 

sent well known line for the Middle 
West in the following states: * Ohio, 
Indiana, Illinois, Kansas City, Mis- 
souri, Michigan, Wisconsin, selling to 
plumbing jobbers only. Must have an 
established acquaintance. References 
required. Address Key 935, “Domestic 


Engineering,” 1900 Prairie Ave. Chi- 
cago. 








SALESMAN FOR WELL KNOWN AND 

long established manufacturer of 
pumps and water systems to travel 
jobbing and larger dealer trade in east 
and southeast. Previous pump sales 
experience essential. Age preferably 
30 to 40. Good opportunity for aggres- 
sive man of agreeable personality who 
can furnish satisfactory references. 
All replies will be considered confiden- 
tial. If possible, accompany applica- 
tion with photograph. Address Key 
932, “Domestic Engineering,” 1900 
Prairie Ave., Chicago. 








WANTED—SALESMEN TO CALL ON 

jobbers in Eastern, Mid-Western, 
New England and Southern states, on 
a straight commission basis to sell high 
grade line shower bodies and sink fix- 
tures, other items being added to line. 
With your application give present line 
that you handle and territory that you 
cover, experience, references and age. 
All replies treated in strict confidence. 
City Brass Corp., 200 Hudson St., New 


York, N. Y. 


A FINE SIDE-LINE OR EXCLUSIVE 

proposition for man with ability call- 
ing on plumbing dealers. Communi- 
cations strictly confidential. Koil-Les 
Heater Co., Geneva, IIl. 





SALESMEN—AN OLD ESTABLISHED 

house making a fu)) line of plumbing 
specialties in brass, leather, rubber, 
ete, could use local representatives in 
the principal cities of the United States 
to sell their line, either whole or part 
time, on a straight commission basis. 
A very liberal proposition with full set- 
tlement at end of each month. This is 
a high-grade line, with many exclusive 
items. Will bear the closest investiga- 
tion. We will not consider anyone who 
does not at present have a trade ac- 
quaintance in their respective city. If 
you are a resident of one of the larger 
cities and have a following among the 
plumbing trade, we can put you in a 
position to make good money, providing 
your territory has not yet been allotted. 
Reference required. All replies treated 
in strict confidence. Address, stating 
qualifications, ete., Key 902, “Domestic 
Engineering,” 1900 Prairie Ave., Chi- 
cago, III, 


For Sale 
FOR SALE: IN WATERBURY, CONN., 
a plumbing, heating, stove and range 


business. Address G. W. Minor, Wa- 
terbury, Conn. 





FOR SALE—ONE 24x36” SINGLE TUB, 

Demmler & Schenck scullery sink, 
made of heavy galvanized iron. This 
sink is new, and@ never installed. Will 
sell cheap. Address Key 934, ‘“‘Domes- 
tic Engineering,’ 1900 Prairie Ave., 
Chicago. 


In Business Thirty Years. 


Situations Wanted 
WANTED—POSITION AS SUPERIN- 


tendent and estimator in plumbing 
and heating shop. Capable of assuming 
full charge of the business. Address 
Key 937, “Domestic Engineering,” 1900 


Prairie Ave., Chicago. 
Miscellaneous 


STOP “GUESSTIMATING” 
Avoid Errors and Omissions. Our 
Plumbers’ Estimate Sheets 
will SAVE Time and Money. 
100 leaves in a book—4'4x10 
1 Book, $1.25 5 Books, $5. 
via Ins. Parcel Post same day we get order. 
LOUIS FINK & SONS CO.., Printers 
Time Sheets, Job Tickets, Letter Heads, ete. 
School Bldg. Laurel Springs, N. J. 
Noted for Quick Service. 







The Most Reliable 
PIPE COUPLING BUYERS 
in The Country 


Write us about your surplus 
pipe couplings. 


CAPITOL MFG.& SUPPLY CO. 
550 Nicholas St., Columbus, O. 
PLUMBERS’ STOCK BOXES 
Send for price list 
and free booklet: 
“How to Build 


Plumbers’ Stock | 
Bin Cabinets.” ware 


HADDON BIN LABEL CO., 






Hadden Heights, N. J. 


Books for Your Trade Library 


PRACTICAL METHODS OF SEWAGE 

DISPOSAL. By H. N. Ogden and H. 
B. Cleveland. Covers in detail the 
problem of sewage disposal for resi- 
dences, hotels and institutions where 
connections to city sewers are not 
available. Size, 5%x9% in. 133 pages. 
Cloth. Price, $1.50. 


Books Sent Parcel Post Prepaid 


Domestic Engineering 
1900 Prairie Avenue, Chicago 
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DOMESTIC 4 
IGINI 


ri a 4c an issue—you might say almost nothing, yet 


dollars worth of new ideas, news, pictures of your 
outings and conventions, and a market section 
that is saving plumbers money in all parts of the 
country. Ask yourself, can you afford not to be 4 
reader—then forward your subscription. 







BERING 














| EARL JUDD CORP. 


JUDD HARD RUBBER TOILET SEATS 

ARE BUILT TO A STANDARD OF CONSISTENT QUALITY 
Sold by leading jobbers everywhere 

WRIGLEY BUILDING 





CHICAGO 
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Build your repmy ation on LEAD 


You can build a s to g, enduring reputation by 


installing products made only of pure lead—the 
PE metal for which there is 
no substitute. No other m@tal has the tough endurance, 
the weather resistance and elastic adjustability of lead. 
No other metal has this con bination of qualities so es- 
sential for pipe, plumbing fittings, roof flanges and any 
number of products necessary to modern living. The 


Eagle-Picher Lead Compan}-Chicage, Joplin, Cincinnati. 


EAGLE Le d Products 


Mention Domestic ENGINEERING when writing advertisers. 








